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TREATED BY THE ROTATING- 
YECTOR METHOD 

INTRODUCTION 

1, The Object and Scope of the Book. — The present work, 
though not a textbook of general electrical theory, is intended 
for the use of students of electricity, more particularly for stu- 
dents of applied electricity in the domain of light and heavy 
electrical engineering. Its object is to provide such students 
with a useful mathematical equipment for the solution of many 
of the theoretical and practical problems likely to be encountered 
in the study and the practice of this subject. 

The method considered is that which has hitherto been vari- 
ously described as the “Symbolic Method,” “Complex Algebra, ” 
or the “ Rotating-vector Method.” 

In the first part of the book this method is developed on the 
basis of the simplest possible definitions of the quantities involved, 
its essentially vectorial character is elucidated, and, in addition, 
certain fundamental propositions are established by means of 
which the range of the applicability of the method is extended so 
as to include the analysis of transient alternating phenomena. 

The remainder of the book is devoted to the practice of the 
method, illustrated by application to certain typical branches 
of electrical theory. The treatment of such typical subjects is 
not intended to be detailed or complete. They are presented 
in outline only, in order that the application of the method may 
be illustrated over as wide a range as possible without obscuring 
the main object of the book by excess of detail. 

2. The Necessity for a Work of This Character. — It may be 
of interest to relate how this book originated. As a student of 

1 
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electrical engineering, the author had long been familiar with the 
rotating-vector method of representation of alternating-current 
relationships, and had fully appreciated its many and important 
advantages over any purely algebraic method of analysis. Dur- 
ing the same period he was studying applied mathematics and 
electromagnetic theory, and, in connection with these subjects, 
became acquainted with pure vector analysis as developed by 
Heaviside, Gibbs, and others. He soon noted that, while many 
fundamental ideas were common to both these applic^itions of 
vectorial notation, there were some apparent differences and even 
inconsistencies. For instance, in connection with alternating- 
current theory the symbol j was defined as being the imaginary 
quantity and expressions such as (a + jb), (R + jX), 

etc. (a, b, R, X being scalar quantities) were variously doscri]3ed 
as complex numbers or vectors. In so far as the quantity (a + 
jb) could be represented by a line having a definite magnitude 
and direction, the term ‘‘vector” seemed an appropriate descrip- 
tion of it, since magnitude and direction, taken together, are 
the essential characteristics of a vector. A difficulty arose, 
however, in the application of this notation to telephone and 
telegraph transmission problems, where expressions such as 
(a + jb) (c + jd) are encountered. If each of these factors is 
properly described as a vector, the product of the two is pre- 
sumably some form of vector product. In the system of pure 
vector analysis, two types of vector product are recognized, the 
scalar product of vectors and the vector product of vectors. 
The expression (a + jb) (c + jd) did not appear to fall into 
either category. Was this, then, a third form of vector product? 

The persons to whom the author put this question agreed 
as to the distinction between this expression and the usual forms 
of vector product, but they were unable to resolve the apparent 
inconsistency in nomenclature and interpretation. This, how- 
ever, the author was eventually able to do for himself, for a 
careful consideration of the fundamental ideas involved soon 
showed that, in relation to the rotating-vector method of analysis, 
expressions such as (a + jb), (R + jX) etc. are not properly 
described either as vectors or as complex numbers. Their true- 
character is that of “versor operators,” having a certain definite 
and calculable effect on any vector operand with which they are 
associated. In the representation of such quantities by means of 
lines of definite direction and magnitude, it will be found that 
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some unit vector operand has been implicitly assumed, usually 
a unit of length in the direction of the axis of coordinates. 

By making this unit vector operand explicit instead of implicit, 
it was found that the nomenclature of pure vector analysis and 
of the rotating-vector method in alternating-current theory could 
be brought into perfect harmony. 

3, The Symbol — It has always seemed to the author 

that the interpretation of the symbol in the rotating- 
vector method as the imaginary quantity V" — 1 is neither 
necessary nor desirable, and is due more to the historical develop- 
ment of the subject than to its logical requirements. 

His experience has shown that the introduction of the terms 
'^imaginary” or “complex” into what are essentially real and 
simple operations is a definite hindrance rather than a help 
to the student when he first makes the acquaintance of this 
method of analysis. 

The student eventually realizes that all he need understand 
of the symbol “j” is that it rotates a vector through 90° in a 
certain defined direction, and thereafter the terms “imaginary” 
and “complex” cease to have any other meaning in this connec- 
tion and so lose their power to mystify his intelligence. 

This being the case, is it not simpler to make this final concep- 
tion of the symbol also the initial one; to define it, that is to say, 
as an operator having a certain defined effect on any vector 
operand with which it is associated? On the basis of this simple 
and easily comprehended definition the whole structure of 
the rotating-vector method, including all the necessary operations 
of what is known in pure mathematics as “complex algebra,” 
can be built up into a logical and self-consistent whole. 

It is on the above principles that the author has compiled the 
present account of the subject, and he hopes that in doing so ho 
has succeeded in clearing away for other students some of the 
difficulties which he hijnself encountered in the earlier period of 
his studies. 



CHAPTER I 


VECTORS AND VECTOR OPERATORS 

1. The Definition of a Unit Vector .^ — A imit vector in a unit of 
length measured in some definite direction in 

Such a quantity can be represented by a line of unit length 
measured in the given direction. It is usual to terminate the 
line with an arrow head to distinguish between the initial and the 
terminal points of the line. Thus, the lines AB, CD, EF, and 
GH in Fig. 1 can be considered to represent the unit vectors 
3.1, bi, Cl, and di respectively. 

B D E 

aj b, c 


A C F 


H 



It is important to realize that the essential element in the above 
definition is the idea of direction as distinct from position. Thus, 
AB and CP considered as unit vectors are identical, since they 
have the same direction, i.e., 

ai = bi. (1) 

On the other hand, CD, though equal to EF in magnitude, is 
opposite to it in direction, therefore, 

hi ^ Cl, (2) 

though, since the Unes which represent bi and Ci are parallel, 
there is a relation between these two unit vectors which will be 
considered later. 

Again, GH is equal to any of the other lines in magnitude, but 
the unit vector di whiql^ it represents is unequal to ai, bi| or Ci 
since it differs from them all in direction. 

^ Bibliography, No. 22. 
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For convenience of reference, the symbol v will be used through- 
out to denote the unit vector whose direction lies in the plane 
of the paper and is parallel to the bottom edge of the page 
measured from left to right. It is represented by the line 
MN in Fig. 1. 

2. Derivation of a Vector from a Unit Vector. — Starting with 
some unit vector, say, v, its length can be extended a times 
without altering its direction, a being any positive real number. 
The resulting quantity can be represented by a line a units in 
length drawn in the direction of v (Fig. 2). 

Such a quantity is termed a “vector.” The term can equally 
well be applied to any line such as AB (Fig. 2) which is used 
to represent the vector, since in the true sense of the word a 


C D 



a 

Fig. 2. 


vector is not confined to any definite position in space, but only 
to some definite direction in space. Thus, the lines AB and CD 
in Fig. 2 are both the vector a. 

The relation of a to v can be expressed by the equation 

a = av, (3) 

which means that the vector a is in the direction of v and that its 
magnitude is a times the magnitude of v. Another way of 
considering the matter is to regard a as an operator the effect of 
which is to increase the length of v a times without altering its 
direction. 

It is clear that any vector whatever in the direction of v can 
be represented as v multiplied by some scalar number. In 
general any vector can be similarly expressed in terms of a scalar 
number which defines its magnitude and some unit vector which 
defines its direction. 

3. The Rotation of a Vector in a Given Plane. — In the pre- 
ceding paragraph it was seen that the scalar coefficient a (Eq. (3)) 
could be regarded as an operator, the effect of which was to 
increase the magnitude of its operand, in this case the unit vector 
V, a times, without altering its direction. The natural comple- 
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ment of such an operator is one whose effect is t.o alter the direc- 
tion of its operand without altering its inagnitudo. Such an 
operator will; therefore, be defined in the following terms: 

The Q'peraior j is one whose effect is to rotate its operand through 
90° m a definite sense in some given pJanCy without altering its 
magnitude. 

In all that follows the given plane will be taken to be the phuu^ 
of the paper, and the sense will be taken to be counterchx^kwisc', 

p the operator j is one, the eiToc^t 

A of which is to rotate its o])(^]'and 
through 90° in a counterclockwise 
sense in the plane of the paper with- 
jv out altering its magnitude, it being 
understood that its operand is 
^ ^ always some vector or unit vector 

^ ^ ^ whose direction lies in the plane of 

Fig. 3. 

Thus, in Fig. 3, since the unit 
vector V is represented by AB, then j v will be represented by C®. 

4. Vector Addition. — Given two vectors a and b (Fig. 4) 
represented by the lines AB and CD, what is to be understood 
by the sum (a + b)? 



The idea is most easily appreciated by regarding the addition 
as the going of a certain distance a in one direction, followed by 
the going a certain distance b in another direction. The result 
will be a displacement of magnitude, say r, in some new direction 
which will, in general, be different from either of the other two, 
The process can be represented graphically as shown in Pig. 6. 
It is in this sense that the vector r is said to be the sum of a and 
b, i.e., 


( 4 ) 




r = a + b. 
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It should be noted that the result of adding two vcad.ors in 
independent of the order in Avhieh the proc^ess is pcuToriiu'd. 
Thus, r in Fig. 5, which represents the addition of b t.o a, is 


D 



dentical with r in Fig. 0, wliicli r(^pf('s('nts tlie addition of 
I to b, 7.e., 

a + b == b -j- a, (o) 



6. The Significance of the Negative Sign as Applied to Vee- 
rs. — In view of the above (Par, 4) it is ol)viouH that, for tlm 
lit vectors b and c illustrated in Fig. I, 

b + c >* 0 (d) 

b « -c, ( 7 ) 

Thus, if two unit vectors (or vectors, by a siinph' e,\’t(MiHion of 
! same reasoning) are related as shown in lOqH. (0) or (7), then 
:y are equal in magnitude but opposite in dii-netion. Another 
y of expressing the same thing is that (he operator -1 rovotHea 
direction of its operand. 

i. The Subtraction of Vectors.— An immediate application of 
above (Par. 6) is that the subtraction of one vector from 
ther is essentially of the same natui-e as addition, i.e., 

a - b - a + (-b), 


( 8 ) 
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in other words, to subtract b from a it is only necessary to 
reverse the direction of b and then add it to a. The process is 
illustrated in Fig. 7. 




It should be noted that 

a - b == -(b - a). (9) 

This is illustrated in Fig. 8, and is, of course, in accordance with 
the usual rules relating to the negative sign. 


Fig. 8. 



7. The Addition and Subtraction of Any Number of Vectors. — 

The processes illustrated in Pars. 5 and 6 can obviously be 
extended to any number of vectors. Thus, in Figs. 9 and 10 


ri = a + b + c (10) 

12 = a + b - c. (il) 

Further, since b + c = c + b ^2) 

then a -f- b “b c = a “h c -f- b , (1*3) 



VKCTORX AXt) VKi'TOli Ol'XUATDRS 


1 ) 


and, since any order of the lettc'rs eau lie obtaiiu'd l)y iiilerclmiig- 
inp; tho.m two at a tiiias it follows from Fur. I that I he re.snit 
of adding any number of vectors is iudc'pi'mh'iit of the ordco- in 



8. The Vector, av + jbv, - -It has bcuni seen thal av in a vector 
of length a units and of diroe.tion parallel to that of v, 'The vector 
jv is of unit length and is in a direction pcwpendieidar to that of v 
in the plane of the paper. Thus, bjv or jbv is a vector b unita in 
length and of direction perpondioiilar to that of v. Tho adtlltion 
of these two vectors in the manr\pr described in Par. 4 will give 
rise to a new vector differing In direction and in magnitude from 
ot av and jbv. In the above a and b can bo any positivo or 
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negative real numbers. The addition of the two vectors is 
illustrated in Fig. 11. ^ 

Since the angle ABC is a right angle, the magnitude r of 
AC is given by 

r- = a- + b- (1^) 

or r = ^ (15) 



and the angle between r and v, by 

tan 0 = -■ (16) 

a ^ 

Thus, putting av + jbv = r, (17) 

r is seen to be a vector of length 

r = Va^ + b“ (18) 

whose direction makes with that of v an angle 

■L 

d = tan-i- (19) 

a 

9, The Operator (a + jb). — The two operations involved in the 
preceding paragraph (i.6., multiplication by a, plus the result of 
multiplication by b combined with a positive rotation through 
90°) can conveniently be grouped together into one expression, 
since both have the same opei'and, i.e., 

av + jbv = (a + jb)v = r. (20) 

Thus, by operating on v with (a + jb) it has been turned into 
a vector r of magnitude (a^ + and of slope relative to v given 

by ^ = tan’^^ -* In other words, the effect of the operator 

(a + jb) has been to multiply the magnitude of vbyr = (a^ + b^)^ 
and to rotate it through an angle 6. 



VE(^T()RS VE('T()R OJ^PJRATORS 1 1 

These quantities r and 0 depend only on a and b, a.nd uoi. on v* 
That is to say, the cjfect of the. operator [a +;//>) is indvpcmUwt 
of the magniLiide (iml divcciion of its operand. li- may, i.h(’r(dor(‘, 
1)0 said that the olTeet of the oi)erat()r (a + jb) is to muli-iply 
the nuignitudo of its operand by r = (a- + b-)^ aiid to rotaU' it 

through an angle tan"^ in the plane of the pap('r in a posiiivt^ 

(antielocikwise) Hinise. 1'hus, referring to b'ig. 12, if z Ix^ a veei.or 
of magnitude z, whose din'ction makes with MuU. of v an angle 0, 
then (a + jb)z is a vec.tor of magnitmh^ rz making with v an 
angle (0 + 0). 



V2, 


10. Alternative Form for (a+jb). Referring to 
(Par. 8) 

AB a _ 

SK - sas (*C)S 6 

A(/ r 

, ' , a =« r GOB 0, 

Similarly, b — r sin 

. ' . (a + jb) r(GOH 0 + j sin 0). 


!•% II 


( 21 ) 

(22) 

(28) 

( 2 ^ 1 ) 


Thus, any operator of the form (a + jb) ean be put in the form 
r(coB 0 + j sin 0)j where 

r » V'a>' + (2f)) 

d - tan- • (20) 


11. The Operator (coa 6 + j ain 6 ). — Since the effect of operat- 
ing on any vector with r(cos 6 ■+• j ain 0 ) ia to multiply its inagni- 
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tude by r and to rotate it through an angle d, it is clear that the 
effect of the operator cos d + j sin d alone is to rotate the operand 
through an angle d without altering its magnitude. 

Thus, the operations represented by r and (cos 6 + j sin 6) are 
complementary to each other, since the one alters magnitude 
without altering direction, and the other alters direction 
without altering magnitude. The former is sometimes called a 
‘Hensor operator” and the latter a “versor operator.” 

12. Alternative Form of Expression for (cos ^ + j sin d ). — 
It will be convenient to find a more compact form of expression 
for the operator (cos 0 + j sin 0). For this purpose the nature 
, of the operator j must be considered a little more closely. 

From the definition of j 

jjv = -V (27) 

jjjv == -jv (28) 

jjjjv = V. (29) 

If by analogy with the notation of scalar quantities, successive 
operations with j be denoted by powers of j, the above becomes 


'fv= —V ( 30 ) 

(31) 

V (32) 

/. - ~1 (33) 

= -j (34) 

- 1- (35) 


Thus, powers of j are related to unity and to each other in the 
same way as corresponding powers of \/ — 1. It should be borne 
in mind, however, that this fact does not necessarily establish 
any identity between j and \/— 1. The symbol j represents an 
entirely real operation, whereas \/ — 1 is an “imaginary quantity.” 
It is enough for the present purposes that powers of j and powers 
of V — l have similar interrelationships. 

Retinrning now to the operator (cos ^ + j sin B) and utilizing 
the series form for the sine and the cosine of a real angle, 

02 0i, 06 

cos 0 = 1 — ^ + eic.j etc. ad, inf. (36) 

B’^ 

sin 0 ^ ^ ^ + etc., etc. ad. inf., (37) 

then 

02 03 04 0h 

(cos (9 + i sin 0) = 1 + j(? - ^ + jjj - 

etc., etc. ad. znf. (38) 


^ Bibliography, No. 23. 
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r6 

In virtue of the properties of powers of the operator j, this can be 
written 

(cos 0 + j sin 0) = 1 + 

By analogy with the series form of 

€"" = 1 + a; + + . . . eic., etc. ad, inf., (40) 

the series above can be denoted by 

(cos S + j sin B) == (41) 

It must not be assumed, however, without further considera- 
tion that the jO in the above expression, i.e., is really of the 
nature of an index, and subject, therefore, to the ordinary 
laws of indices. At present must be regarded as simply a 
short way of writing the series of Eq. (39) though the form it has 
taken suggests that the ]0 actually is of the nature of an index and 
has the corresponding properties. 

13. Application of the Laws of Indices to Operators of the 
Form — A little consideration will show that the j^ in opera- 
tional expressions of the form does, in fact, obey the laws of 
indices. 

Consider, for instance, the result of successive operations on 
a vector r with (cos Bi + j sin Bi) and (co,^ B^ + j sin Bf), i.e., 

(cos Bi + j sin Bi) (cos 62 + j sin B2)t. (42) 

Operation with (cos B2 + j sin ^o) will produce a rotation B2. 
Operating on the new vector thus produced with (cos Bi + j sin 61) 
wiir^give a further rotation ^1, i.e., a total rotation (^1 + Of). 
But this is also the rotation which would be produced by 
cos (B\. + ^2) + j sin (^1. + ^2)* Therefore, 

(cos Bi + j sin Bi) (cos ^2 + j sin Bf)^ = 

{cos (Bi + ^?2) + j sin (^i -|- ^2)}r (43) 

or, equating the operators, 

(cos Bi + j sin 0i) (cos B2 + j sin Of) == 

cos [Oi + B2) + j sin (^1 + O2). (44) 

Expressing both these operators in the alternative form 
deduced in Par. 12, 

which is in accordance with the index law. 

1 Bibliography, No. 24. 
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The above process can obviously be extended to show that 
. gj/92 . _ to n terms = 

and, putting = ^2 = ^3 = • • ■ — 6^ = 6 
then 

where n is any positive integer. 

It should be noted that, in the above, no restrictions have been 
placed on the sign of which may be positive or negative. 

Again { 


(01 "f" + 03 ~{" ■ ■ ■ to M terms) 

( 47 ) 

( 48 ) 


( 49 ) 


irrespective of the interpretation of 
1 

Thus, is that operation which, repeated n times, produces a 
total rotation d, i,e., 

(e^)n = eV (50) 

Further, since 

.. 1 


= 1, 


( 51 ) 


1 


jo is the operator which cancels the effect of i.e., - - q produces 


a rotation —0. Therefore, 


i = e-j*^ 

la • 


( 52 ) 


In virtue of the above (Eqs. (33), (35), (36)), it may be stated 
that, when the operator (cos 0 + j sin 6) is expressed in the 
equivalent form the has the properties of an ordinary index. 

14. The Sign and the Magnitude of 0 . — In the discussion of 
the operator (a + jb) no restrictions have been placed on the 



sign or the magnitude of a and b, which can be any real positive 
or negative numbers. It will now be well to consider the rela- 
tionship which will exist between the magnitude of 6 apd the signs 
of a and b. ! . 
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The relationship can easily be derived from a consideration of 
Fig. 13, and can be tabulated thus: 


a 

b 

0 lies betwccm 

+ 

+ 

0° and 90° 

— 

+ 

90° and 180° 

— 

— 

180° and 270° 

+ 

— 

270° and 360° 


Reference to the above table should prevent any possibility of 
ambiguity in the sign and the magnitude of d when operators of 
the form (a + jb) are expressed in the equivalent form re^'^. 

16. Some Important Properties of Vector Operators. — 1. 
If (a + jb)v = 0, i.e., if (a + jb) = 0, then a = 0 and b == 
(). Otherwise since 

av + jbv == 0, (53) 

one would have, av = —jbv, (54) 

i.e.j a vector equal to another vector which is perpendicular 
to it, which, by the definition of a vector, is impossible. Another 
way of expressing the same thing is the obvious statement that 
a displacement in one direction can only be canceled by a 
displacement in an opposite direction. 


2. If 

(ai + jbi)v = (a 2 + jb 2 )v, 

(55) 

i.e.j if 

(ai + jbi) = (a2 + jb2), 

(56) 

then 

ai = a 2 and bi = b 2 , 

(57) 

for 

aiv + jbiv = a 2 v + jb 2 v, 

(58) 

i.e.j 

aiv — a 2 v + jbiv — jbov = 0 

(59) 

or. 

(ai •— a 2 )v + j(bi — b 2 )v = 0. 

(60) 

Therefore, as shown above, 



aj — a 2 = 0 and bi — b 2 = 0 

(61) 

or 

ai = a 2 and bi = b 2 . 

(62) 


Remembering that a = r cos 0 

and b = r sin d, 

it is easily seen that the above propositions take the alternative 
forms. 


(a) If 
then 


= 0 

r — 0 and 6 is indeterminate. 


(63) 

(64) 
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(b) If (6.5) 

then I’l = 1*2 and di = 62. (66) 

These two propositions, particularly in their first forms, 
will prove to be of considerable value in the application of the 
vectorial method to the solution of electrical problems, and should 
be careful!}^ noted. 

16. Combinations of Operators. — 1. It was shown in Par. 7 
that the result of the addition (or the subtraction) of any number 
of vectors is independent of the order in which the various steps 
are performed. It follows from this that 

(ai + jbi) + (aa + jbo) + (as + jbs) + etc., etc. (67) 
= (^1 + jbi + a2 + jba + as + jbs + etc. etc.) 

= (s-i "f“ as + as + etc.) + (jbi H- jb2 4* jbs + etc.) (68) 
(,^1 + jbi) + (a2 +• jbs) + (as + jbs) + etc. == 

(ai + a2 + as + etc.) -1- j(bi + b2 + bs + etc.). (69) 

The addition or the subtraction of operators, therefore, 
consists of the combination of the “a” and “b” parts separately 
so as to form a single expression of the type Sa + j2b. It is 
to be understood in the above that the a’s and b's are unrestricted 
in sign. 

2. The application of vectorial methods to the solution of 
certain practical problems will sometimes give rise to more 
or less complicated functions of operators involving products, 
powers, quotients, roots, etc, of expressions such as (a + jb). 

The simple product of two such expressions does not involve 
any difficulty, for 

(a + jb) (c + jd) = a(c + jd) + jb(c + jd) (70) 

= ac + ajd + jbc + jbjd (71) 

= ac + jad + jbc + j^bd (72) 

= ac + jad + jbc — bd (73) 

= (ac — bd) + j(ad + be). (74) 
The product can, therefore, be reduced to a single expression 
of the form (a + jb) by applying the ordinary rules for multipli- 
cation, together mth the fact that j x j == —I. 

In the more complicated expressions, however, such as 
(ax + jb])^\/(a2 -|- 362) , 

(a3 + jbs)® ' , . 

a much more convenient and more general method of redi^ction 
to the simple standard forms is to eXpreSS each of the component 
operators in the form Thue, for the example 
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(75) 


( ai + jbi)^-\/a2 + jbi ^ (I'lej^Q^ -y/ r26j"- 
(as + jbs)® 

Since, as shown in Par. 13, the indices in the above expression 
obey the index laws, then 


(ai + jbi)‘ '\/a2 + jb2 


(as + jbs)*^ 


€^^201 -I- r,0:,)_ 


(76) 


Thus, the operator function has been reduced to the form 
where r = rrro^r.-r'"’ (77) 


and 


e = (20, + 


56: 


■’)■ 


(78) 


It can now% if desired, be put in the form (a + jb), since 

a = r cos 9 and b = r sin 6. (79) 

To take a numerical example, 

(4 + j5)= V7'+l9 _ 

('8 + j)» 


(\/41)^a/i30 , 


65S 


;i(2 tan-^ 1.25 + ^ tan-i 1,99 - 5 tan-i .125) 


= 4.064 X lo*"^ ^ 51°21'-i- i 62°12' -5 X 7°8') 

= 4.064 X 10-3 jifla-s' 

= 4.064 X 10-3(-cos 3° 8' + j sin 3° 8') 

= -3.98 X 10-3 + j 2.22 X lO"**. 

17. Some Special Cases. — 1. A case which frequently occurs 

in practice is the inverse operator to (a + jb), i.e., 

Applying the method of the previous paragraph, 

— - — = (SO) 

a + jb r«J® r ’ 

whence it is clear that ^ divides the magnitude of its oper- 
and by r and rotates it through an angle 0 in a negative, i.e., 
clockwise, sense. 

In a simple form such as ^ it may be just as convenient 

to operate top and bottom with what may be called the “ conjugate 
operator,” in this case (a — jb), i.e., 

1 _ a - jb 


a -f- jb (a -b jb)(a 
a - jb 
a3 - (jb)* 


jb) 


( 81 ) 

( 82 ) 
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2. Similarly, 
or alternatively, 


_ a — jb 
” 

_ a . b 

- a" -t- b=* ^ + b^’ 

O'! + 

aa + jbo r2 

ai + jbi ^ (ai + jbi)(a2 — j b2) 
a2 + jb2 (a2 + jb2)(a2 — 

aia2 + bibo , . bia2 — aib2 
"T J ■ 


a2^ + b2“ 


ao- + ba^ 


or 


3. Applying the above methods to y 
1 ^ 1 j ^ . 

j ~ j j ~ ■' 

A — ^ _ g— jtan'^co 

j gjtan~>o3 




(83) 

(84) 

m 

(SO) 

(87) 

( 88 ) 

(89) 


^.e., -T jDroduces a rotation of jz in a negative {i,e,, clockwise) 
J ^ 

sense, which is also obvious from first principles. 

4. Similary, 


6. For \/j, 


1 + j = -v/2€ 

1 - j = V 2 r^s 

1 1 ’i; 


Putting this in the form (a + jb), 

a = r cos 6 — eos 45° = 

b = r sin 0 = sin 45° = 

1 j 


1 

V2 

1 

\/2 


V] 




(90) 

(fll) 

(92) 

(93) 

(94) 

(96) 

(96) 

(97) 


18. Trigonometrical and Exponential Functioas of Victor 
Operators. — Paragraphs 15 and 16 indicate how any expression 
involving sums, differences, products, powers, etc. of terms such 
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as (a + jb) can be reduced to either of the standard forms for 
purposes of calculation. In the more elementary applications of 
the vectorial method, only expressions of this comparatively 
simple character are likely to arise. Cases will occur, however, 
as in the vectorial solution of problems relating to distributed 
capacities and inductances, in which operator functions of a 
different character will appear, e.g., sin (a + jb), sinh (a + jb) 
where P is itself a vector operator, etc. 

The reduction of such expressions to the standard form will 
not in general present any greater difficulty than those already 
considered. The discussion of such cases will, however, be 
deferred until the necessity arises. 

19. Graphic Calculations with Vectors and Operators. — 
One of the chief advantages of the vectorial method is its graphic 
character and the readiness with which it lends itself to the 
graphic solution of problems to which it is applied. Below arc 
a few examples of the graphic ^‘epresentation of some of the 
operations considered in the preceding paragraphs. 

1. The Graphic Representation of Operators . — If it is dosirecMo 
determine graphically the values of operator combinations, the 

R 



iomponent operators (a + jb), etc. can be represented by the 
sectors (a + jb)v, etc. Thus, referring to Fig. 14, the line OR 
an be considered to represent the operator (a + jb), or 


Where the vector (a + jb)v is used to represent the operator fa 4- jb) 
sjTnbol V can conveniently be omitted 



20 


ALTERNATING CURRENTS AND TRANSIENTS 


2. The Determinaiion of 


-Referring to Fig. 14, if the 


(a -f jb) 

triangle OXA be drawn so as to be similar to tlie triangle OAR, 

so that if OR rcproHen(.s the 

I 


then OX is the vector 


(a + jb) 

operator (a -f- jb), then OX will represent the operai.or 
X 



i.e. 


(5)8) 

(99) 


This follows from the fact thaf. 

OX _ OA 
OA “ OR’ 

OX 1 
1 r‘ 

A, 

Further, the angle AOX is — 6, 

The drawing of the triangle OXA 
is a matter of elementary practical 
geometry and need not be described 
in detail. 

3. The Graphic Representation of 
(a + jb)z. — Referring to Fig. 15, 
if OZ represents the vector z, of 
magnitude z, and OR represents 
the operator (a + jb) — i,e.j OR is 
the vector (a + jb)v — then, draw- 
ing the triangle OZX similar to the 
triangle OAR, OX will represent the vector (a + jfe)z, for 

OZ OA ' ' 

i.e., “F “ I 

or OX = rz. (102) 

Also, the angle XOZ is equal to the angle ROA, i.e., 

X6Z = d (102) 

and XdA = (0 + 6). (104) 

Similarly, if the vector z be (c + jd)v, then OX will be the 
vector (a -f- jb)(c + jd)v, i.e., the line OX can be considered 
to represent the operator (a + jb)(c -b jd). 

As a special case of this, if 

(a + jb) = (c + jd), 


(105) 
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l.lu'ii OX will 
Initt’d ill 
with K. 


ropivsont tl,(, operator (a + jb)l This is illus- 
(>, w lu. i iH t, lo same as Fig. 15 when Z coincides 




•I. J he (t)'tiphi(' livj)rcnrrt.tcxt7,on of _j_ jg j' — Referring to 

I'ig. 17, if ()Z re|)r('Ht'ii(s iht^ vector z and OR represents the 
(tperiitor (a + jb), Ukmi, drawing the triangle OZX similar to the 


triangle ORA, OX will represcnit the vector for 

(a + ]b) 



ox OA 

OZ ~ OR 

(106) 


OX _ 1 


i.c., 

z r 

(107) 

or 

OX = 

r 

(108) 

Also 

ZOX = 8 . 

(109) 


Similarly, if OZ be the operator (c + jd), then OX will repre- 

Honl. i-lio r)|)mitor , , ’ 

(a + jh) 

Tho abov(^ and Hiniilar constructions, of which it is unnecessary 
to give further illuBtratiouH, will be of use in the application of 
vectorial niethofls to problcuiB relating to alternating currents. 

EXAMPLES 

1. Draw the unit vector v, tho vootor 6v, and the vector 6jv. Draw the four 
vectors ±6v ± j5v and write each of them in the form re^^ 

2. KxpreHS the operators in the form a + jb. 

8. Exprewi the operator in the form ! 
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4. State tlie limits of d in the operators (±a + jb) and (± a ± jb)“, a and b 
being positive numbers. 

6 . Express in the forms (a H- jb) and rt^’^ the operators: 

1 

(«) 

{h) jq- 

P 

(c*) (a+jb)q- 

Ul) (2 + i3)^ (4 + 35) 

(2 +j3)^ (6+j7)i 

j30® 

6 . Given that Z = -le v, 

Determine graphically: 

(a) (2 + i2.5)Z. 

(2 + j2.5) 

(c) V(2 + j2.5) Z. 

+ i2.5) 

Write the results in each case in the form re^^ v. 


ANSWERS TO EXAMPLES 


1. 6 v 4- jSv; r == 7.8; d = 39° 48'. 

6v - j5v; r = 7.8; 9 = -39° 48'. 

- 6 v + jSv; r = 7.8; 9. = 140° 12'. 

-Gv - jSv; r = 7.8; 9 = -140° 12', 

± j25“ 

2. lOe = 9.06 ± 34.23. 

jl4°23' 

3. 1.96 

4. a -h jb; 0° - 90°. 

-a + jb; 90° - 180°. 

-a - jb; 180° - 270°. 
a - jb; 270° - 360°. 

0^2 — 13 2 - 1 - 2abj; a > b; 0° — 90° 

a < b; 90° - 180° 

£^2 — . I 32 — 2abj; a < b; 180° — 270° 

a > b; 270° - 360° 

„ , , 90° ... 90° .190° 

6 . (a) cos — + 3 sm — ; e 

,,, 90p° , . . 90p° j^e! 

(b) cos + 3 sm e ^ 

, , P p0 , . . P jP® 

(c) rq cos — + j sm rq e q 

^ ^ Id 

where + b® and tan $ — — 

a 

- 336 “ 60 ' 

id) .1328 - i.0996; .1666 
6 . (a) 12.81 V. 

(b) 1.26 V. 

(c) 7.167 6i5S°40' V. 

(d) 2.24 
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THE SCALAR PRODUCT OF VECTORS 

20. Definition of the Scalar Product of Two Vectors .^ — The 

scalar 'product of two vectors is the product of their magnitudes 
midtiplied by the cosine of the angle between their positive directions. 
In the case ilkistrated in Fig. 18 the scalar product of ri and r 2 , 
which will be written ri • ro, is rp’o cos 6, m and ro being the 
magnitudes of ri and ro. 

It is important to realize that a scalar product, as its name 
indicates, is a scalar quantity, z.c., a number. Thus, if ri, is of 
magnitude 5, r^ of magnitude 10, and 9 is 60°, then 

Ti ■ ra = iqia cos 0 = 5 X 10 X ^ = 25. (110) 




It is equally important to realize, however, that a scalar or, 
as it is sometimes called, a ^‘dot” product, like any other scalar 
quantity, can have sign. In the applications of the conception 
of scalar product, sign has usually an important physical 
significance. 

Suppose, for instance, that ri represents the displacement of 
a body under the action of a system of forces, one of which is 
represented in magnitude and direction by r 2 . Then the scalar 
product ri ■ r 2 represents the amount of work done by the force 
1 Bibliography, No. 22. 
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on the body. Now let r 2 be reversed in direction (Fig. 19). 
Then Q becomes 240° instead of G0°, and cos ^ is instead of 
so that ri ■ is '-25. In this case the work done by the force om 
the body is negative. In other words, work is done hy the body 
against the force. 

The lohysical significance of the sign of the scalar product will 
appear more fully in the applications of the vectorial method to 
the solution of problems relating to alternating currents. 

21. Some Important Special Cases of Scalar Product. — Taking 


as the general form 

ri • r 2 == I'lro cos 9, (111) 

1. If ri = r 2 = r, (112) 

then ri ■ ra = r • r (113) 

= r- cos 0 (114) 

= r2, (115) 


ix.j the scalar square of jg. vector is the square of its scalar magnitude. 
Provided its real meaning be clearly understood, the scalar square 
of r can be written 'P. Thus, in general, 

r2 = r2. (116) 

In particulai’, = 1 (117) 

jv^ = 1 (118) 

(It should be noted that jv- can only mean j v ■ jv. j (v-) is a mean- 
ingless expression, since j requires a vector operand, and v“ is 
not a vector.) 

2. If ri is perpendicular to r 2 , 

Ti • 12 = TiTo cos ~ (119) 

- 0 . ( 120 ) 


Thus, the scalar product of any two mutually perpendicular 


vectors is zero. 

In particular, 

jv ■ V = V • jv — 0- (121) 

22. The Scalar Multiplication of Vectors. — Referring to Fig. 20 : 
ri • r.! = OA ■ OC cos 6 ^ (122) 

= OA • OE (123) 

- OA(OD + DE) (124) 

= OA ' OD + OA ' DE (125) 

= OA • OB cos 02 -b OA • BC cos 02 (126) 

= ri-ra+ri-r^. (127) 

‘ r.! = r2 -f- rs (128) 

. ■ . ri • (r2 + rs) == ri. • rg + ri • ra. (129) 



Tlfl-: Si'M.AK I’KODi'i’T Of' WK /i/zr.-t 




Kurthor, sapix)^^' that, ij 
aiul r,j, 


fi 


iH ils(‘ir Uu^ HUiii of two vociora 
- r, r,„ {Vm 


Sdhsriliilitifi; this ill I0c[. (129), 

(rt. + r,i) * (ra + r;,) (rt. + r,-.) • r-. + (xu “h rn) • r.-t I ) 

= rt, • r- + r ,5 • r. -f- r^, • r-* r,i • r;t ( 132 ) 



I'ha nu'iluKl can l)(' cxlcMulctl lo the Hcaliir protlucl of coiubina- 
{ions of any niunlua* of vectors, "riu' ri'Kiilt can ht' summarized 
Uiuh: 

The acalar nndlipUc.alinn of miarti foUou'^i thr ondntirif (ilfielH'dic 
loie of (liHlrihulioiL 

23. Scalar Products and Vector Operators. 1, Since 
(a+jl))v is really ihn sum of the vectors av tuid jhv them, 


from the precedinji; piira|j;raph^ 

(a + jh)v • V ^ iiv * V + jhv • V (133) 

sa av * V + I) j V ■ V (1 3*1 ) 

- a. (135) 

Similarly, (a + jl))v • jv l»jv ■ jv (130) 

h. (137) 

d'luis, any vector r in the. plane of thc^ jiaiaa- can he (^\pnwetl 
(lirootly in the form 

r t(r ‘ v) + j(r ■ jv)lv, (13H) 

This is ohvioUHly a voeturial form of Htateimmt for Kq. (21). 
2. If ri ^ (at + jh.)v (I3fl) 

and Ta ^ (aa + jha)''! (WO) 

then • ra » (atas)v ■ v + (l>il)a)jv * jv + 


(aiba)v ' jv + (hi * aa)jv * " n •< «n 

»« (aiai + biba). 
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It should be noted at this point that (ai + jbi)v • (a^ + . 
is a different quantity from (ai + jbi) (as + jb 2 )v. 

The former, as shown, is the scalar quantity (aias + b 
The latter is a vector which, in terms of ai, a?, bi, bs, can bo wri 
{ (aiao — bibs) -f- j(aibs + a2bi))v. 

Alternatively, in the r and 9 form 

(ai + 3bi)v • (as + jb2)v = ti • rs (1 

= I’li's cos (9i — di) (1 
and (ai4-jbi)(a2 + jb)v = rir 2 d^''^+‘"-'v. (1 

The distinction is emphasized since (ai •+■ jbi)(a 2 + jbs) 
sometimes wrongly describecl as the product of two vcctc 
instead of as the pz'oduct of two operators (oi’, alternative 
as successive operations). 

3. j and Scalar Products. — ^Let OA and OB (Fig. 21) roprese 
two vectors ri, r« of magnitudes ri and rs. 

Then n • rs = ru’s cos d. (14 



Let OA' perpendicular to ti and OB' perpendicular to r. 


represent jri and jrs respectively. 

Then jri - rs = rp-s cos BOA' (147) 

= rps cos Q + e) ( 148 ) 

= — rp-s sin 0. (149) 

On the other hand, 

ri • jiz = rirs cos - ffj (150) 

= rifj sin 0. (151) 

Therefore, jri • in = -ii • jrj. (152) 


Thus, transferring the operator j from one meniber. of a scalar 
product to the other does not alter the magnitude of the product, but 
it reverses its sign. Further, if it is desired to transfer an operator 
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of the form (a + jb) from one member of a scalar iJrocUiol- to the 
other, then 

ri • (a + jb)r 2 = ri • aia + jTi • jbrj (1 7)3) 

= ari ■ ra + bri ■ jr« (17)4) 

= ari ■ Is — jbn ■ r 2 (17)1>) 

= (a — jb)ri • rs. (17)()) 

Expressed in the r, 6 form, this becomes 

Ti • re'^ro = r6~'''’ri • r-j. (17)7) 

4. (a + jb)ri • v in Terms of Ti • v. — Given that 

r, • V = I’l cos di, (lliS) 

then (a + ib)ri • v = ar, ■ v -p*jb ri • v (159) _ 

= ai'i cos 6\ + bi'i cos (^Oi + ^ (IbO) 

= ai’i cos di — bri vsin fli. (Ibl) 

Alternatively, if ri • v = i’j cos di, (152) 

then re'^ti • v = iti cos (di + 6), (103) 

since the effect of the operator re^® is to rotate its operand through 
an angle 6 and to multiply the magnitude of its operand ))y r. 
Thus, if r€'* = (a + jb) (104) 

and ri • V = r, cos di, (105)- 

then re-'® ri ■ v can be expressed in either of the forms 

iTi cos (di -f- d) (160) 

or ai’i cos di — br, sin di. (167) 

The identity of the t-wo forms is obvious, since 

a = r cos d (108) 

and b = r sin d. (109) 

This general result is of great importance in the applications 
of vectorial notation to problems involving alternating cuiTonts. 

EXAMPLES 

1. Evaluate the following scjilur products : 

(а) (2l6i7%) . (2i«i7%). 

(б) (21ej’%) • (21ej®’'°v). 

(c) (j21ej7°v) . (2Uj07%), 

(d) (I0<j^8°v) ■ (206j«3‘’v). 

(e) j^(3 + j4)v (S +i6)v. 

if) (2«j«0° + 3eJ30°)v (5600°)^ 

(?) (3 • 598 + j3 • 232) V ■ (66'i0°)v. 

(h) (113 + j209)v • (-209 + jll3)v. 
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2. Express as the sum of a number of scalar products 

(a + b - c) • (d - e ^f). 

3. What is the magiiitiide of (a -f jb)v • (1 -j- j)v? 

r • V = const. = k 

and one end of r is fixed in position, what is the locus of the other end? 
(r -- a)' = const. = k- 

and one end of r is fixed in position, what is the locus of the ot her end? 
a being a constant vector. 

6. Given that n • v = n cos di, 

Express | | ■ v in terms of n, 0i, a, and b, and in terms of r,, 

r, fli, and 9, where 


and 


+b2 


tan 9 = — 
a 


1. (a) 441. 


ANSWERS TO EXAMPLES 


(b) 220-5. 

(c) 366. 

(d) 141-4. 

(c) 32 -S. 

Cf) 20-53. 

(fir) 20 • 63. 

00 0 . 

2. a-d-a-e-a-f + b- d- be-b-f-cd + ce + c- f 

3. (a H- b). 


4. A straight line perpendicular to v and distant k from the fi.xed end of r, 
6. A circle of radius k, the center of which is distant a in the direction a 
from the fixed end of r. 

„ (ari cos Bi + bri sin 9i) n 

'■ VSTP r f "o. 
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VARIABLE VECTORS 

24, Vector Functions of Time. — Up to this point vectors have 
been regarded as constant quantities. Certain vectors must now 
be considered of which the magnitude or the direction, or both, 
• are functions of some independent variable, such as time. 

For the specification of such vectors the scalar product with 
some fixed unit vector, such as v, is a convenient form, since it 
defines both the magnitude and the slope of the vector. 


Consider, for instance, a vector defined by 

r • V = r cos 0 (170) 

6 == const. (171) 

r Vo + kL (172) 

This is clearly a vector of constant direction whose magnitude 
is proportional to time, being ro at the instant t = 0. 

'XgaHTTE^ vector defined by 

r • V = r cos ^ (173) 

r = I’o = const. (174) 

6 = c,)t + \p (oi and yp being consts.) (175) 


is a vector of constant magnitude ro, rotating with constant 
angular velocity co. 

As a further example, consider the case in which 


r • V = r cos 6 (176) 

r = (r,and k being consts.) (177) 

0 = (cot + \l/) ®)and lA being consts.), (178) 
^.e., r • V — roe'^*' cos (cot + yj/) (179) 


This is a vector of exponentially decreasing magnitude and 
constant angular velocity. The coefficient k in the above is 
known as the damping constant. 

26. The Differentiation of Vectors.^ — Consider a vector r 
whose magnitude and position relative to the fixed unit vector v 
are dependent on the independent variable time. At the ipstaitt 
^ Bibliography, No. 22. . 
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t let it be represented by the line OR, and at the instant t + ^t 
by the line OR' (Fig. 22). Let OR* be the vector r + di. Then 
RR' is the vector Sr. In accordance with the usual, notation, Ihc 

limiting value of when t tends to zero will be luritten and 
ot dt 

will be termed the “differential coefficient” of the rector r -with 

respect to t. 

dr 

It must be noted that is itself a vector, whose direction 


with respect to v will depend on the nature of the dependence of 
r on t. Thus, if r is constant in direction, is parallel to r and 



Fro. 22. 


Fig. 23. 


Fig. 24. 


^ will also be parallel to r (Fig. 23). On the other hand, if r 


is constant in magnitude, then when 5r becomes vanishingly 
small it will be perpendicular to r, and ^ will therefore bo 
perpendicular to r (Fig. 24). 

For the complete specification of ^ it is, therefore, necessaiy 

to know how both the magnitude and the direction of r vary witli 
time. 


26. General Expression for As before, let OR be r and 

OR', r + 6r. Let RP be perpendicular to OR"^ (Fig. 25). 

In the limit, when 5r tends to zero, 

RP = 186 


(180) 
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and is perpendicular to r. As a vector, therefore, RP can be 
r r 

written YdSj since is the unit vector perpendicular to r 
in the direction RP. 



8t = 8y + y8 


Also, when 86 tends to zero, PR', the magnitude of which is 

r r 

or, is parallel to r and can be written as a vector 5r^/ since - is 
the unit vector parallel to r. 

(181) 
(182) 

(183) 

(184) 

(185) 

(186) 


and in the limit 
Thns, in general, 
where 
and 


Si 

k 

dr 

(it 

dr 

dt 


5r r , „ r 


1 dr . d^\ 

+ ' s)'- 


= (i.t 

= (a + jb)r 


a = 


1 dr 
r dt 


, do 

- dt- 


Special interest attaches to those cases in which a and b are 
constant with respect to time. In all such cases 

^ = (a + jb)r (187) 

d dr 


d^ dr 

dtdt = at-(^ + i’^)d-t 
= (a + jb)*r. 


(188) 
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Similarly, by continuing the process, 


= (a +jb)"r. 

(190) 

27. Vectors of Constant Magnitude Rotating with Constant 
Angular Velocity. — It is clear that vectors of this type, defined 
by Eqs. (173) to (175), satisfy the above conditions relating to 

a and b, isince 


b = = w = const. 

(191) 

_ 1 di; _ „ 
r dt 

(192) 

Thus, for any vector such that 


r ■ V = I’n cos (cot + ^) 

(193) 

II 

■ 13 ) 

(194) 

d^^r 

and, in general, = (coj)"r. 

(195) 


28. Vectors of Exponentially Decreasing Magnitude, Rotating 
with Constant Angular Velocity. — Any vector for which 



r • V = ro € cos (cot + 4f) 

(196) 

will also satisfy the same conditions, for, since r 



1 dr , 

a = - = — k = const, 

r dt 

(197) 

and 

1 

b = -rr = w = const., 
dt 

(198) 

so that 

^ = (-k+a,j)r 

(199) 

and 

d^r 

^ = (-k + .j)nr. 

(200) 


This result will prove of value in the application of vectorial 
methods to the solution of problems relating to exponentially 
damped oscillations. 

29. The Differentiation of Scalar Products.— The only case 
which need be considered for present purposes is that in which 
of the scalar product is constant. 

' f r -ro = iTo cos d (ro being const.). (201) 

Then (202) 

■ I ' >v . ' / " 
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fl 1 dr , ( . . 7r> 

= rro cos e • - ^ + iTo cos 

d0 

^It 

(203) 

/ \ 1 dr , .. . dd 


(204) 

/I dr , . d6\ 


(205) 

dr 


(206) 


The result is thus analogous to the corresponding case in scalar 
differentiation. 

An important special case is that in which ro == v, when 

= (207) 

30. Equations Involving Scalar Products of Variable Vectors. — 

1. Let r be a vector rotating with constant angular velocity w. 

If r • V = 0 (208) 

for all values of t, then either 

r - 0 (209) 

or r is perpendicular to v (Par. 21). 

But, since r rotates with constant angular velocity, it cannot be 
perpendicular to v for all values of t, 

r-0. (210) 

2. Let ii and I 2 be two vectors rotating with constant angular 
velocity w. 

'Then, if ti • v = r 2 • v (211) 

for all values of t, ri = r 2 . (212) 

This follows immediately from Eq. (208), as can be seen by 
putting 

r = ri — r 2 . (213) 

The above propositions are fundamental in the application 

of the vectorial method, since, as will appear later, they provide 
a means of transforming equations involving simple harmonic 
functions of time and their differential coefficients into equations 
in rotating vectors and vector operators. 

31. Vectors Related by a Constant Operator. — The equation 

r 2 = (a + jb)ri, 

; where a and b are constants with respect to time, implies that 
Lk'l (a 2 + = const. ' (h5) 
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tind that the angle between ri and ro is tan~^ ’ which is also con- 

a 

stant. It follows, therefore, that whatever be the nature of the 
variation of ri with time, I’o will vary in the same way. Thus, 
if I'l is constant, I’a is also constant.' If ri varies according to an 
exponential law 

1-1 = Tina-''"', (216) 

then the variation of ro with time can also be expressed 

1-2 = (217) 

It also follo\vs that at every instant the two vectors must have 
the same angular velocity, since the angle l)etween them remains 
constant for all values of t. 

Thus, if between any two rotating vectors ri and r 2 a relation- 
ship of the form r?. = (a + ib)ri can be found which is true for 
all values of t, then the two vectors must have the same angular 
velocity and their magnitudes must vary in a similar manner 
with respect to t. 

32. The Product of Two Scalar Products. — ^Let ri and rs be 
two rotating vectors of constant and eciual angular velocity co 
and of magnitudes I’l and I'a. 


Let 

Ti • V = ri cos 61 

(218) 


= I’i cos cot 

(219) 

and 

To • V = I’o COS 62 

(220) 


= 1*2 cos (cut + \p). 

(221) 

Then 

(ti ’ v)(r2 ■ v) = 1*11*2 cos 9i cos ^2 

(222) 


== (cos (01 — 02) + cos (01 + 62) 1 

(223) 


= T cos 4^ + cos (2wt + lA). 

(224) 


The first term can, if desired, be expressed in the form ^^ 2 ^“ 
and the second in the form w * v, where w is a vector of magni- 
tude which makes with v an angle equal to the sum of the 

angles made by ii and T2 with v, i.e,, which rotates with twice 
the angular velocity^of ii or 12 . ^ ^ 

Thus, (ri • v) (r 2 ’ v) = + w • v. (225) 

This equation has an important bearing on the determination 
of energy conditions in certain electrical problems. 
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EXAMPLES 


1. If 
’where 
and 


r • V = r cos e 
r = 


e ~ {c>)t (I’oj Ivj iind tA being consts.). 


, dr . d^r 

give the operational expressions lor ^ and 


2. If 

where 

and 


r cos 6 


r = Toe 


+ kt 


$ = (o}t + xp) (I’o, k, 03, and xj/ being consts.), 
give expressions for 


Also show that 


c Ur- v) 


=(©■ 


(a) Given that r is a vector of constant magnitude r rotating with constant 
angular velocity co, and that * 


/cFr 

Kdt 




+ cr = k, 


express r in terms of k and an operator. 

(b) What kind of vector is k? 

(c) If k = 0, what equations will hold for a, b, and c? 

4. Given that E = (R + jX)I, 

where E is a vector of constant magnitude E rotating with constant angular 
velocity w, and R and X are consts., and that 

e = E ■ V = E cos cot 

i = I ■ V, =. J «.,j w-l 

write the expressions for: (a) the instantaneous value of ie, (6) the mean 
value of ie during one revolution of E, in terms of : 

(1) I and E. 

(2) 1 and £. 

(3) E, R, and X. 

(4) t, R, and X. 

ANSWERS TO EXAMPLES 

1. (k + C0j)y(k + 03 ])^.^ 

2. V^co^ + k- cos/'cot + ^ + tan' 


-0 


(k" + co-)ro€ cos ■ cot + ^ + tan ^ ^ 1 • 

(k- - CO-} J 


k 


^ (c — aco^) + bcoj 
(b) k is a vector of constant magnitude 

(Vic - aco-')2 H-b^coOr 

rotating with constant angular velocity oi. 


(c) 
4. (a) 


b = 0 and co- = 

a 

(l) (^ + W v), 
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m 


Tp 

where W is a vector of magnitude ~ rotating with constant angular 

Si! . _L 


velocity 2w. 


where 


(&) 


(2) cos 0 ^ COS (2cot - 6) 


tan 6 = 


X 

R 


(3) ^ 

' ' /-k /•t'l o 


E“R 


-r H- ■ 


-- - COS (2o>t — fcan“*5Y 

Rs* + X' \ R/ 


2(R2 + N.-) 2V'R^ + ; 

( 4 ) ^ VR“ + X2 cos ^2«t - tan-i 


( 2 ) ^ 003 e. 


(3) 


£=R 


2(R= + X2) 


(4) 




CHAPTER IV 


THE APPLICATION OF VECTOR ANALYSIS TO ALTER- 
NATING CURRENTS 

33. The Representation of an Alternating Current as a Scalar 
Product. — ^Let I be a vector of constant magnitude 1 rotating 
in a positive {i.e., counterclockwise) sense with constant angular 
velocity w, its slope relative to v being rp at the instant t = 0. 
If i be its scalar product with v, then 

i = I ■ V (226) 

= I cos 0 (227) 

= I cos (cot + \p). (228) 

Thus, an alternating current of amplitude 1 and frequency ^ 

Ztt 

can he represented as the scalar product with \ of a vector I of constant 
magnitude 1 rotating with uniform angular velocity co. 

It is this fact which underlies the vector diagrams of alternating 
current theory, and which makes it possible to apply to alternat- 
ing currents the principles enunciated in the preceding chapters. 
The form of statement usually found in textbooks is that the 
instantaneous value of the alternating current is represented by 
the projection in a given fixed direction of the rotating vector. 
In the opinion of the author, the use of vectorial notation and of 
the term “scalar product” is preferable to the usual form of 
statement, since it enables the relation between the alternating- 
current and the vector which is used to represent it to be expressed 
in the form of an exact equation 

i - I • V. (229) 

The “Effective” or Root-mean-square Value of an Alternating 
Current or Potential Difference. — For reasons which wiU appear 
more fully later, the quantity actually used in practice to specify 
the magnitude of an alternating current or potential difference is 
that known as the “root-mean-square value” of the quantity. 
It is the square root of the mean value during one period of the 
square of the instantaneous magnitude. Thus, if the instantane- 

37 
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ous magnitude of an alternating current of period T be i, Lhe 
root-mean-square value, denoted hy I, is given by 



(230) 


The relation of this root-mean-square value to the amplitude of 
the alternating current can be simply demonsi, rated hy the 
proposition established in Par. 32. Putting, as alcove, 

i = I*v, (231) 

then i- = (I*v)(I*v) (232) 

= + (2.33) 

I- 

where W is a vector of magnitude rotating with twice the 

angular velocity of the vector I. The quantit^^ W • v is, there- 
fore, a purely periodic function, the mean value of which during 
the period T is zero. Further, 

I*I P 

_ = = const. (234) 


The square root of the mean value of the right-hand side of Eq. 
(233) is, therefore, given by 

(U'*’")' = /i “ 

This is a general result of great practical importance, which 
can be expressed as follows : 

The root-mean-square value of a pure sine-wave alternating 
current or potential difference is equal to the amplitude or maximum 
value of the current or potential difference divided hy the square root 
of 2, 

In the actual construction of vector diagrams it will usually be 
more convenient to make the lengths of all the vectors concerned 
proportional to the root-mean-square values of the electrical 
quantities represented by them. This will not, of course, in 
any way affect the theory developed in this and subsequent 
chapters, since it is merely equivalent to an alternation of the 
linear scale on which the vectors are drawn. 

34. The Vectorial Expression of Kirchhoff’s Laws. — 1. Kirch- 
first law can be expressed in the following way: 
vho '^Igehraic sum of the currents which meet at any point in a 
f conductors is zero. 
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It must be noted that the law refers to the algebraic sum, i.e., 
to the sum having regard to sign. By “sign"’ is here meant the 
direction of the currents with respect to the point considered. 
The usual convention in this matter, and the one which will be 
adhered to in this work, is that a current will be reckoned positive 
if it is flowing towards the point and negative if it is flowing away 
from the point. Thus, in Fig. 26, 


ii + 12 + U ~ 14 = 0, (236) 

and in Fig. 27 

ii + 12 + i;] + 14 = 0 (237) 



A 


Fiq. 26. Fig. 27. 

If the currents are alternating currents of pure sine-wave form, 
then, as shown in Par. 33, i can be expressed as I ■ v, io as I2 * v, 
etc. giving 

Ij. • V "f” I 2 ' V “f" I 3 ‘ V -f - 14 • V = 0 (238) 

i.e., (Ii + I 2 + I 3 + I 4 ) • V = 0 (239) 

and, since this is true at every instant, it follows from Par. 30 

that Ii + I 2 + I3 + I4 = 0. (240) 

The vectorial form of statement for Kirchhoff’s first law, 
therefore, is expressed; 

In any network of conductors carrying alternating currents of 
sine-wave forniy the vector sum of the vectors representing the cur- 
rents which meet at any point is zero. 
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2. KirchhofE’s second law may be expressed: 

In any closed circuit in a network of conductors the algebraic 
sum of the potential differences is zero. 

As in the first law, it is the algebraic sum which is considered. 
The usual convention with regard to the sign of a potential 
difference, and the one which will be adhered to in this work, is 
that a certain direction round a circuit is considered positive, 
and potential differences which tend to drive a current in this 
positive direction are considered positive, and vice versa. Thus, 
referring to Fig. 28, which represents a source of continuous 
potential sending a current through a resistance, if e^ be the 
back e.m.f . or potential difference across the ends of the resistance, 

e + e„ = 0. (241) 

mmhmm 




I 



-e- C— 5 
Fig. 28. 


By Ohm’s law, the magnitude of e„ is iR, and its direction is 
opposite to that of the current, so that 



e„ = - iR. 

(242) 

Therefore, 

e — iR == 0 

(243) 

and 

e = iR 

(244) 

or 

II 

(245) 


By a method exactly similar to that employed in the first law, 
and which, therefore, need not be stated in detail, it can be 
shown that Kirchhoff’s second law can be applied to the vectors 
representing the alternating potential differences in any closed 
circuit in a network of conductors carrying alternating currents. 
The law may, therefore, be expressed : 
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In any closed circuit in a network of conductors carrying alternat- 
ing currents of sine-wave form the vector sum of the vectors represent- 
ing the potential differences is zero, 

35. Current and Potential Relationships in Vectorial Form. — 
Before the above two laws can be applied to particular cases it 
will be necessary to obtain general expressions for the relation- 
ships between the vectors representing the potential differences 
and the current for conductors of various typeS; e,g,f a resistance, 
an inductance, and a capacity. 

1. Resistance. — Ref erring, to Fig. 28, let the source of continu- 
ous potential be replaced .by an alternating e.m.f., as shown in 
Fig. 29, and let i, the instantaneous value of the current produced 

mmmm 

^ 


oO^o 

Fig. 29. 

by it, be represented by I • v. For Cr, the instantaneous value of 
the potential difference across the resistance, 

Cr = — iR. (246) 

Representing Cr by • v, 

E« • V = -Il(I • v) (247) 

= -RI • V (248) 

and, since this is true for all values of t, 

E„ = -RI. (249) 

Also, by Kirchhoff’s second law 

E + E« = 0. (250) 

Therefore, E = -E„ = RI. (251) 

Thus, the vector representing i is a constant multiple of the 
vector representing e. The vector I is, therefore in the same 
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direction as E, rotating in the same sense ‘With the same angular 
velocity, and is of magnitude ^ tvmes that of E. This is illustrated 
in Fig. 30. 



^ 


Fig. 31. 


2. Inductance. — Referring to Fig. 31, which represents a pure 
inductance L in series with a source of alternating e.m.f., if 
be the instantaneous value of the potential difference across L 



CD 

li 

1 

(252) 

Therefore, 


(253) 



(254) 

and, since this 

is true" for all values of t, 



1 

!1 

(255) 

Also, since 

E + Ei, = 0 

(256) 


E = —El = L^- 

(257) 


Thus, ^ is a vector of constant magnitude y rotating' with 

constant angular velocity w. Therefore, I must also be a vector 
of constant magnitude rotating with constant angular velocity w, 
in virtue of Par. 27 and, therefore, 
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dl 


= “jl. 


SO that 


or 


cit 

E = cjjLI 

E 


I - 


wjL 


(258) 

(259) 

(260) 

£ 


ThiiSj the vector representing i is one of constant magnitude ^ 

and constant angular velocity to, making with E an angle —90°, 
as shown in Fig. 32. 




— E-^ 

Fig. 33 . 


3. Capacity . — For the case illustrated in Fig 33, if Oc be the 
instantaneous value of the potential difference between the plates 
of the condenser C, and if q be the instantaneous value of the 
charge on the plates, then 



e = --S 
ec Q 

(261) 

and 

dec _ 1 dq 

dt C dt 

(262) 


i 

_ 

(263) 

since 

i = l^. 

dt 

(264) 

Therefore, 

d(Ec • v) (I • y) 

dt “ C 

(265) 

Also, by Kirchhoff's second law. 



E + E„ = 0, 

(266) 
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SO that Ec is a vector of constant angular velocity and constant 
magnitude. Therefore, 



cl(Eo • v) _ /dEc\ 
dt \ dt / 

(267) 


= cojEo • V. 

(268) 

Therefore, 

cojEo ■ V = - • V 

(269) 

and, since this 

is true for all values of t, 



cojEo = — g 

(270) 

and 

I = -cojCEc = «CjE. 

(271) 



Thus, the vector representing i is one of 
constant magnitude coC£, making with E 
an angle +90"^ as shown in Fig. 34. 

Therefore, for the three cases of a 
pure resistance, a pure inductance, and 
a pure capacity 


E„ = 

-RI 

(272) 

E. •= 

-cojLI 

(273) 

E. = 

I 

tojC 

(274) 


The above expressions are funda- 
mental in the application of the vectorial 
method to problems involving alter- 
nating-current networks. In practice, 
it will not, of course, be necessary to 
repeat the intermediate steps which are required for a rigid 
demonstration of their validity. The currents and the potentials 
concerned can be expressed directly in vector form and the 
relationships between them as vector operators. In this vecto- 
rial form the analysis gains considerably in clearness and in 
simplicity, and is, moreover, convertible at will into either the 
usual scalar form or a vector diagram. 

In the following paragraphs a number of illustrations of the 
method wiU be given. These are not, of course, intended to be a 
complete treatment of the subjects considered. They are simply 
intended as typical examples of the handling of the vectorial 
method. 

36. Resistance, Inductance, and Capacity in Series. — For 
the circuit illustrated in Fig, 35, the application of Kirchhoff's 
second law in its vectorial form will give 
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E + + E, + Ee = 0; (275) 

therefore, E — — (Ej, + E^ + Ec). (276) 



V 


Fio. 36. 

Substituting for Er, E^, and Eo their values in terms of I, 



■ ® + ji)’ 

(277) 


-{E + i(„L-i)ll. 

(278) 

Putting 


(279) 

then 

E = (R + jX)I 

(280) 

or 

E 

^ - (R + jX) 

(281) 


The vector diagram of the circuit will, therefore, be as shown in 
Fig. 36. The current vector is the result of operating on the 
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potential vector with (R + jX). This operator is usually 
described as the “vector impedance.” The term is somewhat 
misleading, as (R + jX) is not a vector but an operator, and 
the name “impedance operator” is therefore greatly to be 
preferred. This term serves to distinguish (R + jX) from the 
expression (R^ + X^)^, which is described as the “impedance.” 
X 

The angle taa“^ ^ is known as the “phase angle.” It is, of course, 
the angle between the current and e.m.f . vectors, since 

(R + jX) = (R2 + X-)K ' R, (282) 

i-B., TiS — i — ~ ^ (283) 


(R + jX) (R2 + x^) 


If it is desired to express the above results in scalar form, then 


I = 


E 


R + jX 
Vr2 - 


jX 


rO®- 


(284) 

(285) 


+ X^ R2 + X^ 

Taking the scalar product of both sides of the equation with v, 

R jX 


= (f 


X^) 


E ■ V. 


+ X2 R- + XV“ 

But I ■ V is i, the instantaneous value of the alternating current. 
Therefore, since 

E ■ v = £ cos cot (287) 

i = cos a>t - cos (cot + 90“) (288) 

r£ ^ , xfi . , 

cos cot + sm cot. 


R= + X^ 
Alternatively, putting 


R= + X2 


(289) 

(290) 

(291) 

(292) 

(293) 

and, since the effect of the operator is to multiply its operand 
by - and to rotate it through an angle — 

. £ 



(R + jX) 

= 2 = 

= ze’'^ 

where 


= R2 

+ X^ 

and 

0 

= tan 

X 

R 

then 

1 

1 “■ 


i = -E- V 
z 

= -€ 

Z 

E- V 
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37. The General Impedance Operator.^ — It was shown in 
Par. 16 that any combination of sums, differences, products, 
quotients, etc. of operators of the type (a + jb) could be replaced 
by a single operator of the same type. It follows from this 
that (R + jX) is the most general type of impedance operator, 
and that any combination of series or parallel arrangements of 
conductors which are pure resistances, capacities, or inductances 
will oppose to an alternating e.m.f. of sine-wave form an imped- 
ance of this type. This does not mean that the R term in such a 
general impedance will consist of pure resistance terms only, 
or the X term of pure inductance or capacity terms only, but, 
however it may be constituted, the R term will be termed the 
“resistance component” of the impedance, and the X term the 
“reactance component.” 

38. The General Admittance Operator. — ^Putting 

(R + jX) = 2 (295) 

the expression ?/, defined by 


yz = 1, 


(296) 


is termed the “general admittance operator.” 
Putting y ill the form 

_ 1 „ R .X 

^ 2 R2'+X= + 

_ R .X 
J v.i’ 


(297) 

(298) 


then ^ is termed the “conductance component” of the admit- 

X 

tance, and will be represented by the symbol K; and is described 

Z“ 


as the “susccptance component” of the admittance, and will be 
represented by the symbol S, i.e,y 



11 

w 

1 


(299) 

Alternatively, 

y = je 


(300) 

where 

1 

y = z 


(301) 

and 

<p = tan”^g = 

1 X 

— tan 1 

(302) 


^ Bibliography, Nb. 5. 
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The general relationship between I and E in an alternating- 
current network may; therefore, be expressed in an 3 ' of the forms : 

E 1 


1 = 5 =.- 

2 R + ix 


e-NE 


(303) 

I = yE = (K - jvS)E = y€-i*E. (304) 

39. Current Loci with Constant E.M.F. and Variable Imped- 
ance. — Putting 

E = (R + iX)I, (30.5) 

consider the result of keeping E and R constant, and varjdng X. 

To eliminate the variable X from the equation, use will be made of the 
fact that 



jl I - 0. 

(30G) 

Thus, taking the scalar product of the equation with I, 



E - 1 = RI • I + Xjl • I, 

(307) 

i.e.j 


(308) 

Adding to each side 

E ■ E g- 

4R2 ~4R=’ 

(309) 

the result is 

r-E E-E _ , 

^ 2R ■^(2R)" 4R2’ 

(310) 

i,e,j 

li 

1 

(311) 


= const. 

(312) 


The above equation means that the magnitude of the vector (-i) 


E 

is constant, and is equal to Thus, as the impedance is varied by varying 

X and keeping R constant, the vector is always the radius of a 

constant circle. It will be seen by reference to Fig. 37 that the locus of the 

end of the I vector is this same circle of radius 

In a precisely similar manner, by taking the scalar product of the original 
equation with jl instead of I, and thus eliminating R instead of X, it can 
be shown that, if the reactance is kept constant while the resistance is 

varied, the locus of the end of the current vector is a circle or radius 


the corresponding equation being ■ 


Jl 

= const. 


(313) 

(314) 
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Both of these loci are illustrated in Fig. 37. Students of electrical engi- 
neering will recognize in the aliove the basis of the circle diagrams of the 
induction motor. 



40. Resonance. — Considering the simple circuit of Par. 37, 
the reactance term X is given by 

^ ( 315 ) 

If the values of L and C are such that 



coL — 

(316) 


, 1 


i.e.j 

" LC’ 

(317) 

then 

X = 0 

1 = ®- 
R 

(318) 

and 

(319) 


The circuit is then said to be in a condition of resonance with 
the frequency of the supply e.m.f. Under these conditions 
the current reaches a maximum value 


1 = 5 cos wt (320) 

and is in phase with the e.m .f . In general, the vanishing of the X 
term will be taken as the definition of the condition of resonance, 
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and in all such cases the circuit will behave like a pure resistance. 
This does not necessarily mean that at resonance the current in 
the circuit will be the e.m.f. divided by the resistance of the 
circuit, since the resistance component may contain inductance 
and capacity terms and may, therefore, depend on the frequency. 
It does mean, however, that the current will be the e.m.f. divided 
by the effective resistance and will be in phase with the e.m.f. 
It wall be seen later that the condition 

X - 0 (321) 

may be satisfied by more than one value of the frequency. The 
corresponding current values in such a case will be critical or 
turning values, either maxima or minima. 

41. Energy Conditions in Alternating-current Networks.^ — 
A cm'rent of instantaneous magnitude i (amperes) in falling 
through a potential e (volts) gives up ie joules of energy per 
second, i.c., the instantaneous energy rate is p = ie watts. 

If e = E ■ V - £ cos cot (322) 

and i = I • V = I cos (cot — 0), (323) 

the instantaneous power is 

p = (I- v)(E- v) (324) 

and, as shown in Par. 32, this may be expressed in the form 

P=^ + W-V, (325) 

l£l 

where W is a vector of magnitude making with v an angle 
equal to the sum of the angles made by I and E with Vj i.e.^ 

I • 

W • V = — ^ cos (2cot — (j>), (326) 

Thus, the instantaneous rate at which energy is being given up 
by the current I in falling through the potential E consists of two 

I ■ E 

parts, one being a constant term the constant value of 

which is cos and the other a periodic double-frequency 

term W • v. Since the mean value of the latter over a period is 
zero, then for P , the mean rate at which energy is being given up 
by the cmTent {i.e., the mean power), the value is 
1 Bibliography, No. 4. 
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For the simple circuit considered in Par. 37 it is easy to show 
that the whole of the power being consumed in the circuit is 
associated with the resistance. 


Since E = (R + jX)I 

(328) 

therefore p . KE + ■ I| 

(329) 

2 

(330) 

since jXI -1 = 0. 

It was shown in Par. 21 that 

(331) 

II = 1^ 

so that P == 

(332) 

(333) 

Putting I for the root-mean-square value of the alternating 
current, z.c., 


(334) 

P = RP. 

(335) 

Thus, the resistance is the only part of the circuit in which 
energy is actually being consumed. In the other parts of the 
circuit, energy is periodically being absorbed and given out. 

The process can. be followed in detail by applying the energy equation to 
the three elements of the circuit separately. Thus, for Pl, the instantaneous 
rate of change of the energy associated with the inductance L, 

Pl = 2 + 

(336) 

coLt“ /„ 7r\ — wLp . n + 

= - ~ COS ( 2a;t — 9 ) = 2cot, 

(337) 

since I • Ej, =0. 

(338) 

Similarly, for pc, the instantaneous rate of change of the energy associated 
with the capacity, 

po = + Wo • V 

(339) 


(340) 

I • Er 

Further, Pr is given hy ^ h Wr • v, 

(341) 

i,e.j Pr = -h -y cos 2wt. 

(342) 
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Therefore, the total instantaneous rate of energy supply to the circuit is 

p + R cos 2wt + - toL^ sill 2cot) • (343) 

Thus, it appears that the energy change associated with tlic capacity is 
opposite in phase to that associated with the inductance. While l.hc one is 
absorbing energy, the other is giving out energy, and vice rasa. At reso- 
nance uL = so that the capacity and the inductance form, ns it ivero, a 
self-supporting system, the one supplying energy at the .same rate as tho 
other absorbs it. 


In general, for a current I and a potential E auch that 


I = ? = ^ 

^ (R + jX) z 

(844) 

or I = (K - jS)E = ye-^'^E, 

(845) 

. IE /lt\ . 

the mean power is r = ^ ^ \Y/ 

(84G) 

jlP 

2 " 

(847) 

= RP 

(848) 

2 

(849) 

= KE2 

(850) 


in which R and K are, respectively, the resistance component of 
the general impedance operator and the conductance component 
of the general admittance operator. 

42. The- General Case of Impedances in Parallel. — ^Let 


= Ri + jXi 

(351) 

2:2 = R 2 + jX2 

(352) 

23 = R 3 + jXa 

(353) 

etc., etc. 



"I r'T 

t t t 

I3 ^3 I4, 

I i ( 

T. T T 






T 
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DQ a number of impedances connected in parallel, as shown in 
Fig. 38. If ii, i 2 , is, etc., represented by the vectors Ii, I 2 , Isj 
stc., be the currents flowing in the various circuits, then 

E = Zih = 22 I 2 = zdii = etc., etc. (354) 

i.e., = - (355) 

Z L 

1 2 = -- (356) 

Z 2 

1 3 = ^ (357) 

2:3 

etc., etc. 

Further, if the total current be represented by I, and the total 
impedance by z, 

I = -• (358) 

z 

By Kir chh oil’s first law, 

I = 1 1 + lo ”(“ I 3 "b etc., etc. (359) 

Therefore, from Eqs. (355) to (359) inclusive 
E E E E E 

V =^~+f-+t +y + etc., etc. (360) 

Z Zi Z 2 2;j ^4 

SO that = 1 1 1 b etc., etc. (361) 

Z Zi Z 2 Zz Zj^ 

i.e,, 2/ == 2/1 + 2/2 + 2/3 + Va + etc., etc. (362) 

Thus, impedances in parallel combine in a similar manner to 
resistances in parallel. 

43. Capacity and Resistance in Parallel. — As an example of 
the above, consider the case illustrated in Fig. 39, i.e., a condenser 
of capacity C shunted by a resistance R. For the combined 
impedance 



1 = 1 + L, 

. (363) 


Z Z]_ Z2 

i.e., 

z = » 

(^1 + 22 ) 

(364) 

where 

= R 

(365) 

and 

1 “'j 

j6,C 0)C 

(366) 
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Therefore, 


z 


-Rj 


wC 


R - 


J__ 

ojC 


= -jR 

(wCR - j) 

= R , 1 

1 4" jcoC/, . 1 \ 


(36'; 

(36f 

(30f 



A/wwyMV' — I 




y 

40. 


The circuit of Fig, 39 can, therefore, be replaced by the equiva 
lent circuit shown in Fig. 40, in which 



^ 1 + C0=C2R2 

(370 

and 

^ 

(371 


The above equations are of considerable practical significance 
For instance, suppose R to be the insulation resistance of th( 
condenser or the shunt resistance equivalent to its dielectric 
losses. Then from the above equations it is seen that the effeci 
of imperfect insulation or dielectric losses in the condenser h 
virtually to introduce into the circuit a small series resistance 
In low or audible frequencies the effect may be quite inappreci- 
able, but at radio freauencies it may be considerable. Foj 
instance, let 

CO = 10«, 

10 ® 

i.e., the frequency is -7^^ and let 72 = 5 X 10® ohms. Then^ 

JiTr 

taking C as 100 micro-microfarads, the effective resistance 
introduced into the circuit is 



THE APPLICATION OF VECTOR ANALYSIS 


55 


U' 


5 X 10'’ 

1 + 10^2 . io-2'> • 1012 . 25 


= 20 ohms. 


Under these conditions^ therefore, an insulation resistance of 5 
megohms may materially increase the effective resistance of the 
circuit. This emphasizes the importance of good insulation at 
radio frequencies. 

Again, suppose the circuit shown in Fig. 41 to represent a 
wavcineter, the resonance of which is indicated by a detector 
of some kind connected across the condenser, and suppose 
the resistance of the detector to be of the order of 25,000 
ohms. Then, the other quantities remaining as before, for 


100 


c 


the percentage change of capacity attributable 



DeVecVor 
R* 2' 5X10^ Ohms 




to the shunt resistance, 

lOO _ 102 

co2C2R2 10^210-10108 X 6 ■ 25 
= 16. 

Thus there is a 16 per cent change in the condenser reading and an 
error of 8 per cent in the calculated value of X, the wave length 
(since X oc -x/C). 

44. Inductance and Resistance in Parallel with a Capacity and 
a Resistance. — This case, illustrated in Fig. 42, is of considerable 
theoretical interest. 

Putting zi for the impedance of the inductive branch, 

zi = (Ri + cojL) (372) 

and for the corresponding admittance ?/i, 

^ Rj, j<oL 


( 373 ) 
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Similarly, putting Zs for the impedance of the condenser branch 


2, = Ro - 4-.> 


so that 


and 


ZoS = R,2 + 


20= 


22^ z/ 


For 7/, the admittance of the two circuits in parallel, 
y = Z/i + 2/2, 


i.e., 


y = ~.+ ~- + j I 0,0 o,L 

2i ■ Zo ■. 

Zo Zi 


R. 

-wvw\r 


-OT^ 


(3 

(3 

(3 

(3' 

(3' 


MAAAMW^ 


E 

PiG. 42. 


Consider now the condition that the joint admittance (and, therefore, I 
joint impedance) shall contain no j term, 


i.e., 


or 


.=LC 




_1_ 

Zo'* 


-f- 


o,2CV 


o>L 

"iV' 

Ri= + o,2L2. 


The resonant frequency in the general case is, therefore, given by 


If 

this becomes 

If, however, in addition to 


, _ 1 ‘ C 

R 2 

C 

Ri = Rs = R, 


“ "LC 
Ri = R 2 = R, 


L = CR^ 


(37 

(3f 


(3S 


(38 

(38 

(38 

(38 
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then Eq. (380) is satisfied for all values of w, z.e., for all values of the fre- 
quency. This circuit, therefore, under these conditions, possesses the 
remarkable propert}^ of behaving like a non-inductive resistance at all 
frequencies, the value of this resistance being R, as can be seen by consider- 
ing the case when w = 0. 

46. Inductively Coupled Circuits. — Consideration will now be 
given to the general case illustrated in Fig. 43, which represents 
two circuits of the type considered in Par. 37, the inductances of 
which have a mutual inductance M. In series with the first 
circuit is a source of alternating e.m.f., 

e = E ■ V = £ cos a;t. (38(3) 

As will be shown in a later section, both of these circuits will give 
two free oscillations at the moment the source of e.m.f. is intro- 





duced into the first circuit. For the present, however, only the 
quasi-stationary condition which persists when the ampli- 
tudes of the free oscillations have become inappreciable will be 
considered. 

First, however, it will be necessary to consider the vectorial 
form of the e.m.f. due to mutual induction. This can be derived 
directly from the definition of mutual induction. The e.m.f. 
induced in the second circuit by the current ii in the first circuit 
is given by 

emi = (387) 

In vector form this becomes 


— Mtojli. 


(388) 
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Similarly, the e.m.f, induced in the first circuit by the current U 
flowing in second circuit is given by 

(389) 

-Applying Kirchhoff^s second law to the first circuit the result 
is, therefore, 

E +- E^i + Eli + Eel + (390) 

and for the second circuit 

Eh 2 + El 2 + Ec 2 + Em 2 = 0. (391) 

Expressing these potential differences in terms of the current 
vectors the result is 


(Ri + aijLi + ;;^^)li + Mwjl. = E 
for the first circuit, and 

^R 2 + cojL 2 + + Mcojii = 0 


for the second. 
Putting 


and 


Zi ~ Ri + j^coLi — 

Z2 == R2 + = II2 + j^ 2 j' 


the equations can be written 

(Ri + jXi)Ii + Mcojl2 = E 
(R 2 + jX 2 )l 2 + Mcojii = 0. 
From the second of these, 

Mcoj 


I2 - -- 




R2 + 3X2 

= I,. 


Z2" 


(392) 

(393) 

(394) 

(395) 


(396) 

(397) 


(398) 

(399) 


Substituting in the first equation this value of I. in terms of I] 

r2,.2 ^^^ ~ i-^s) [• 


j(Ri + jXO + M= 


{(K, + M^) + i(x.-«^>)ll..E. 


Z2“ 

MW-X2^ 


Ii - E, 


(400) 

(401) 


This gives the primary current in terms of the primary e.m.f 
and an effective impedance. The form of this effective impe- 
dance makes clear the effect of the secondary circuit on the primary 
circuit. It is seen, in fact, that the resistance of the primary 
circuit is increased by an amount of times the conductance 
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of the secondary circuit, and that the reactance of the primary 
circuit is decreased by an amount of times the susceptance 
of the secondary circuit. 

Putting the effective primary impedance in the form 

H. + iX. - (R. H- M) + i(x. - jM.), ( 402 ) 

the effect of various special conditions can now be considered. 

I. Secondary Resistance Negligible . — Putting R 2 == 0, then 

Re - Ri (403) 

Xo — Xi (404) 


and 


X 2 


If, now, Xo = 0, i.e., if the secondary circuit is tuned to the 
frequency of the primary e.m.f., then Xe becomes infinite. 

2. Resonance Condition . — The condition for resonance in the 
primary circuit is 

Xe = 0, (405) 

which gives Xi(R 2 “ + Xo^) == M-C 0 -X 2 , (406) 

This is in the form of a cubic equation in co, which indicates that 
there are, in general, three frequencies at which the primary 
circuit will behave as a non-inductive resistance. The solution 
of the cubic equation in the general case can be found by the 
usual methods. 

If the resistance of the secondary circuit is negligibly small, the 
equation becomes a quadratic, yielding a simple solution. Put- 
ting R 2 = 0 in Eq. (406), the result is 

X1X2 - MW, 


l.e.y 




Dividing through bj' and putting 

LiCi 

1 


?=r = “1 


L 2 C 2 

LiLa 


= C 02 


= ks 


(408) 

(409) 

(410) 

(411) 

(412) 
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the equation becomes 

- a)i2)(aj2 - (413) 

of which the solution by the usual methods will be found to be 

o _ + ^'2“) ± + ^2^) ~ 4ajrc02^(l — k“) 

2(1 - k2) ■ ^ ^ 

■ If the circuits are isochronous, i.e,^ if 

COi = 0>o = COq, (415) 

the above expression reduces to 

and for the two resonant frequencies the result is 

CO' = J=}=z:=z. 030 and 03 " == 7=4=r O3o. (417) 

Vl - k VH- k 

This result can be compared with that for the corresponding 
free periods of two coupled circuits given in Par. 63. 

3. The AUernating-curreni Transformer . — The elementary the- 
ory of the alternating-current transformer is the special case of 
the foregoing, illustrated in Fig. 44, when the circuits do not 





Fig. 44. 


include the condensers. Putting Ci == C 2 
of the general case, then 

Xi = 03L1. 

Xo = 03lj2, 

1^2 + jo3L2 ^ 

Mcoj 
"iT I 


= 00 in the equations 

(418) 

(419) 

(420) 

> ( 421 ) 


so that 
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and 


E 

(Re + i“Lo) 

(422) 

where 

Re 

, M®t<)^R2 

(423) 

and 

Le 


(424) 


Thus, the resistance of the primary circuit is apparently increased 

and its inductance apparently decreased by times the 

corresponding quantities of the sec- 
ondary circuit. The primary circuit 

can, in fact, be represented by the ■ • ^ 

circuit shown in Fig. 45, the nega- VWVWWV^ 1 I 

tive inductance being represented 

by an equivalent capacity. ^2 ^ ^ 

From the above vector equations t 3 

all the chief features of the ele- ljp< 

mentary theory of the transformer C 

can be readily deduced. As ex- ^ 

amples, the effect of a low-resist- ^ 

ance secondary circuit, and the 

principle of the constant-ratio cur- 

rent transformer will be considered. 

(a) The Effect of a Low-resist- ‘ 

ance Secondary Circuit. — If R 2 is very small compared with Lo, 
then 

M2 

Lc = Li - (425) 

Ii2 

/ M- \ 

- - LTL-> 

M 

The quantity — is known as the “coefficient of coupling.” 

V ■hiL2 

Calling this k, then 

L, = Li(l ~ k^). (427) 

The theoretical maximum value of k is unity. For this value 

Le. = 0. (42S) 


Lo = Li 


This condition cannot actually be realized in practice, but it is 
obvious that, in general, the effect of a closely coupled secondary 
circuit of low resi^ance will be to reduce considerably the 
effective inductangr of the primary circuit. 
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(b) The Constant-ratio Current Transformer. — Referring to 
Eq. (399), if R 2 is negligible compared with L 2 , then 

M 

I 2 == -~Ii: (429) 

JL2 

i.e.j the currents in the secondary and in the primary circuits are 
related by a constant multiple which is independent of frequency. 
This fact is utilized in the construction of current transformers 
for measurement purposes. The arrangement is particularly 
suitable for use at radio frequencies, when Ro is easily made quite 
negligible compared with L 2 .^ 

46. The Application of Vector Analysis to Alternating-current 
Bridge Circuits. — The circuit shown in Fig. 46 may be taken as 


r. 



-oO^O 

Fig. 46. 

typical of a large number of alternating-current bridge circuits 
Zij 23 , and 04 being impedances of the general type 


Si = Ri + jXi 

(430) 

Z 2 = R2 + jX2 

(431) 

= R3 -|- jXa 

(432) 

24 = R4 -f jX4. 

(433) 


In most practical cases, two of these, say, Zx and z^y are fixed 
in value and constitute what is known as the ‘^x'atio arms” of 
the bridge. Here 2:3 will be considered to be the unknown 
impedance, the components of which are to be determined, and 
a variable impedance, the resistance and the reactance com- 
ponents of which can be varied xmtil balance is obtained, this 
condition being indicated by silence in the telephones or by any 
other suitable means. In this balanced condition let Ii ahdigj? 

^ See paper by Cai^ipbell and Dye, Proc. Roy. Soc.j,oxx this subject, ^ 
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be vectors representing the currents flowing in the upper and the 
lower arms of the bridge respectively. Then 

Ii(2i + 2 J 3 ) = 12 ( 2:2 + 2 : 4 ). (434) 


Also, since there is no potential difference between the points 
B and D (this being the definition of the balance condition), 



llZl = 12 ^ 2 . 

(435) 

Therefore, 

Zl _ Z 2 

(25l + Z‘i) (Z 2 . + Zd 

(436) 

or 

Z\ _ Z‘. 

25.3 Z4 

(437) 


Ri + jXi _ R 2 + 3 X 2 
ils + jXa R,i + jX4 

(438) 

so that (R 1 R 4 

- X1X4) + .KRiX 4 + XiR ,0 



— (R2R3 — XpXs) + ^(RoXs + X2R3). ( 439 ) 

Therefore, by Par. 15 

R1R4 - X1X4 - R2R3 ~ X2X3 (440) 

R 1 X 4 + X 1 R 4 = RjXg d- X 2 R 3 . (441) 

Thus there are in general, two conditions to be fulfilled simul- 
taneously. It is for this reason that nearly all forms of alternat- 
ing-current bridges involve a double balance, R 4 and X 4 being 
varied successively until complete balance is obtained. 


P R L 



— qTXjq 

Fio. 47. 

As examples of the application of the general balance condition, two 
typical cases will be considered: 

1. The simple inductance bridge (Fig. 47), 
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2. The Max Wien bridge for the measurement of equivalent shunt 
resistance of the losses in a condenser (Fig. 48). 



-Qr\jo- 
Fig. 48. 


U = a;Lx % 

^3 = 0 \ 


1. In this case 

Ri = P and Xi = 0 

Ro = Q X, = 

Rs = R Xa 

R4 - S X4 = coL. 

The conditions for balance are, therefore, 

PS = QR 

and coLP = wL^R, 

P ^ Q 


R 

2. In the Max Wien bridge, 


S 


Ri — P and Xi = 0 

R3 = Q X3 = 0 


R4 = S 


and, from Eqs. (370) and (371), 

Rj = 




(1 + a.»Cx'Rx2) 


and X2 = — 


The conditions for balance are, therefore, 
pq — P-xQ 

1 + co^Cx^Rx* 

Q 

a>C 






i.e. 


PS = 


QRx 


1 ~l“ w^Cx^Rx® 


(442) 

(443) 

(444) 

(445) 

(446) 

(447) 

(448) 


(449) 

(450) 

(451) 


(452) 


(463) 

(454) 


(465) 
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For the detcriniiiation of Rx it is unnecessary to know the value of C^, 
since the latter can he eliminated from the above two equations. Dividing 
the first by the second 



ScoC — p p ■ 

CO L/xitx 

(457) 

Therefore, 

COx*'Cx“Rx^ “ Cjo opo’ 
b-co-G- 

(458) 

Substituting this in 

the first equation 



p(^ „ QTix 

(459) 


14- ^ 

^ S2a>2C = 


Therefore, 

^ P(1 + 

* Qco=C=S 

(460) 


Examples of bridge circuits such as the above could, of course, be multi- 
plied almost indefinitely. The two given are, however, sufficient for the 
present purpose, which is to illustrate the application of vectorial methods 
to their analysis.^ 


EXAMPLES 

1. Given the following conductors : 

(A) (1) A pure resistance of 600 ohms. 

(2) A pure capacity of 6.366 microfarads. 

(3) A pure inductance of 3.183 henries. 

Express in the forms and (a + jb) the impedances and the admit- 
tances of the following combinations of the conductors at a frequency of 
fiOp.p.s.; 


(a) 

(1). 



(6) 

(2). 



(c) 

(3). 



(d) 

(1) and 

(2) 

in series. 

(e) 

(2) and 

(3) 

in series. 

(/) 

(3) and 

(1) 

in series. 

(9) 

(1), (2), 

and (3) in series. 

(h) 

(1) and 

(2) 

in parallel. 

(fc) 

(2) and 

(3) 

in parallel. 

(.1) 

(3) and 

(1) 

in parallel. 

(m) 

(1), (2), 

and (3) in parallel. 


{n) (2), in parallel with (1) and (3) in series. 

{B) What happens in cases e, g, k, m, and n if the capacity is reduced to 
3.183 microfarads? 

2 . Draw the complete vector diagram for a circuit consisting of : 

(a) A pure resistance of 5 ohms in series with a pure capacity of 318.3 
microfarads in series with a pure inductance of 63.66 millihenries in 
series with a 50-cycle e.m.f. of 100 volts, 

(h) The same conductors in parallel, in series with the same e.m.f. 

^ A complete account of alternating-current bridge 
analyzed or vectorial lines, will be found in ref. No. 19, 
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3. A pure resistance R is in parallel with a pure reactance X. 

(a) If R is kept constant while X is varied from — * oo to + <», prove that 
the impedance of the two in parallel can be representetl by a lino such 
that, one end being fixed in position, the other end moves around a 
circle of diameter R. 

(h) If X is kept constant while R is varied from 0 to oo^ prove t.hat the 
impedance of the two in parallel can be represented b^" a Htic suc^li 
that, one end being fixed in position, the other end moves around a 
semicircle of diameter X. 

4. An e.m.f. of root-mean-square value 70.7 volts supplies current of 50- 
cycle frequency to a circuit consisting of a pure resistance of 10 ohms in 
series with a pure capacity of 31.83 microfarads in series with a pure 
inductance of 159.16 millihenries. 

(a) Give, in scalar form, the expressions for: 

(1) The instantaneous rate at which electrical energy is being 
absorbed by or given out by each element of the circuit seiDa- 
rately. 

(2) The instantaneous rate at which energy is being supplied to the 
whole circuit. 

(3) The mean value over a period of the rate at which energy is 
being absorbed by or given out by each element of the circuit 
separately. 

(4) The mean value over a period of the rate at which energjr is being 
supplied to the circuit as a whole. 

(5) Give the same expressions for the case in which the capacity is 
reduced to 15.915 microfarads. 

6. Two air-cored coils have inductances of 5 and 50 henries respectively, 
with resistances of 10 and 10,000 ohms respectively. The mutual induc- 
tance between the coils is 11.18 henries. 

An e.m.f. of 100 volts is in series with the first of these coils. The fre- 
quency of the e.m.f. is 79.6 p.p.s. Give, in scalar form, the expressions 
for the instantaneous values of the currents flowing in the two circuits, tak- 
ing the origin of time as the instant'when the e.m.f. is at its maximum 
value. 

Give also, for comparison, the expression for the instantaneous value of 
the current in the first circuit when the resistance of the second circuit is 
made infinite. 


ANSWERS TO EXAMPLES 


1. U) 

Impedances 

(а) 500 + Oj;500tio. 

(б) 0 - 500] ; 500«-'®0°. 

(c) 0 + l,000j; l,000ej»0“, 

(d) 500 - 500] ; 707*-)^®°. 

(e) 0 + 500i; 500ei®0°. 

(f) 500 + l,000i; l,118ej6*°26'. 
S OawfailB OOi; 707d*®°. 

(h) aHblj; 354e-H5». 


Admittances 
.002 + Oj; .00261°. 

0 + .002]; .00261°°°. 

0 - .OOlj; .00l6-j»°°. 

.001 + . 001 ] ; . 0014161 *®°. 

0 - . 002 ] ; . 0026 - 1 ®°°. 

.0004 - .0008j; .0008946 -i8®°26'. 
.001 - .OOlj; .001416 -i*®°. 

.002 + .002j ; .0028365*®°. 
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(fc) 0 - l,000j; 1,0006-^30°. 

(i) 400 + 200j; 447.26J28°34'_ 

(m) 400 - 200j; 447.26-j36‘>3.i' 

(n) 250 - 760j; 790.56 

CB) 

0 ; 0 . 

500 + Oj; SOOeJO. 

oo ■ oo , 

600 + Oj; 5006jO. 


0 + .OOlj; .OOujOO". 

.002 - .OOlj; .0022366“ '36”34' 
.002 + .OOlj; .002236ej36°34'. 
.0004 + .0012j; .0012656j^i°30'. 


.002 + Oj; .0026jO. 
0 ; 0 . 

.002 + Oj; .0026'°. 


2,000 - l,000j; 2,2366“'36‘’34'_ 0004 + .0002j; .000447ej36°34'. 

2. Representing the e.m.f. hy the vector 141 ^v, then the other vectors 
of the diagram will be: 

(a) En = 63.156ill0°3-i' 

Ei, = 2536 jlS 3 ° 3 ‘>' V. 

Eo = 126.36j3<>°31' r. . 

I = 12.636 V. 

(5) 

I = 29 . 26 ii-i° 3 ' V. 

Ik = 28.3v. 

Ii, = -7.07jv. 

Ic = 14.14jv. 

}. Outline of proof for first part: 




Taking the scalar product with ^v, 


/ Rv\2 R,2v2 
V"'” 2 j 4 


- (a) (1) Pi, = 192.31 cos (62St + 112° 36') watts 
Pc = —96.15 cos (628t + 112° 36') watts 
Pn = 19.23 + 19.23 cos (628t + 28° 36') watts. 

(2) p = 19.23 + 19.23 cos (628t + 22° 36') + 96.15 cos f628t + 

112° 36') watts. 

( 3 ) Pi, = 0 
Pc = 0 

Pi, = 19.305 watts 

(4) P = 19.305 watts. 


(6) (1) Pl = 6,000 cos (628t — 90°) watts 
Pc = —5,000 cos (628t — 90°) watts 
Pk = 600 + 600 cos 628t watts. 

(2) p = 600 + 500 cos 62St watts. 

(3) Pi, = 0 
Pc = 0.. 

Pl, = 600 watts 

(4) P = 600 watts. 
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6. Current in first circuit: 

.0951 cos (500t - 72° 45'). 

Current in the second circuit : 

.01976 cos (600t + 129° 3'). 

If the second circuit is open, the current in the first circuit will be: 
.0566 cos (500t - 89° 46'). 



CHAPTER V 


PROBLEMS INVOLVING DISTRIBUTED CAPACITY AND 
INDUCTANCE^ 

47. It was pointed out in Par. 18 that, while the solution of 
ordinary network problems would, in general, lead to operational 
expressions of a comparatively simple character, the application 
of the same methods to problems involving distributed capacities 
and inductances would give rise to circular, hyperbolic, and 
exponential functions of operators, the interpretations of which 
have not yet been considered. 

It is proposed in this chapter to illustrate the application of the 
vectorial method to problems of this type, by discussing briefly 
the theory of the action of the telegraph or telephone cable, with 
some account of the production of stationary oscillations on wires. 
For this purpose it will first be necessary to consider some of the 
types of operational expressions which are likely to occur in these 
and similar analyses. 

48. Circular and Hyperbolic Functions of Operators. — It was 
shown in Par. 12 that the operator (cos ^ + j sin d) could be 
expressed in the form this being a short way of writing the 
series 

1 + + etc., etc. ad inf, (461) 

It was further shown that though, from a rigidly mathematical 
point of view, could only be regarded as a short way of writing 
the series, yet the does really appear to be of the nature of an 
index, since it can be shown to obey the ordinary index laws. 
On this understanding, therefore, 

(cos 0 + j sin B) = (462) 

Similarly, putting — B for Bj 

(cos B — ] sin B) = 6“^®. (463) 

1 Bibliography, Nos. 10, 13, 6, 3, 1. 
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By the addition and subtraction of these two equation 

(6^^ + 6-^^) 


COS 6 = 


sin 6 = 


1 (6^^ ~ 




(46^ 

(46; 


j 2 

In considering operational expressions, such as sin jb, cos j 
etc,, the above process can be, as it were, reversed and the exp 
nential expressions on the right-hand sides of Eqs. (464) and (46 
considered as defining, in conjunction with the series of Eq. (461 
the circular functions on the left-hand sides of the equatior 
This procedure will solve the difficulty of the interpretation 
circular functions of operators, though, of course, it remains 
be proved that such functions, defined in this way, obey t] 
ordinary formulas of trigonometry.^ 

The method of proving that the formulas of trigonometry d 
in fact, apply to such functions can be illustrated by two typic 
cases. For instance, 

Sin a cos jb + cos a sin jb. (46 


l(e 


)(e-^ + , 1 


] 

= I 

4j 


4 


+ 1 


(46 


1 


= _ jgjCa+j&3 — g-j(a+jb) 

2j r 

= sin (a + jb) . 

Therefore, sin (a + jb) = (sin a cos jb + cos a sin jb). 


or again 


2 sin jb cos jb = j 


2(e-b -6'’) + 


2 (e 


2 

-2b _ -2 


g2b) 


j 4 

1 (jjC2jb) _ £-i(2ibl) 


(46 

(46 

(47 

(47 

(47 


(47 

(47 


i 2 

= sin 2jb. 

Considering now the hyperbolic functions, which are defin 
thus 

,3 nS ti7 

+ etc.) etc. ad. inf. (41 


U'^ U^ U^ 

sinh u = u + ^ + ^ + y^ + 


(47 


1 Bibliography, No. 23. 
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u- 


u’ 


coshu = 1 + 2l + 4! + ^ + 


+ etc., etc. ad. inf. 


2 


(477) 

(478) 


then sinh jb is seen to be the operator 


Jb _ ,-jb 


and cosh jb 


the operator 


+ < 


-jb 


in which, as before, e''^ is to be regarded as 


an abbreviation for the series Eq. (461). On the basis of this 
definition, and since the quantities such as jb obey the index 
laws, it is easily shown exactly as in the corresponding cases of 
the circular functions that hyperbolic functions of operators obey 
the ordinary formulas of hyperbolic trigonometry. 

Further, on the basis of the exponential definitions of both the 
hyperbolic and the circular functions, 

. 1 

sin jb = T s 


J 
1 


.-b 


Similarly, 


cos jb 


= ]— 2— 
= j sinh b. 

_ gjjb _|_ g-jjb 
2 

_ eb ^ g-b 
2 

= cosh b. 


(479) 

(480) 

(481) 

(482) 

(483) 

(484) 

(485) 


In this way the equalities given in the following table may be 
derived : 


sin jb = j sinh b 
cos jb = cosh b 
tan jb = j tanh b 


sinh jb = j sin b 
CQsh jb = cos b 
tanh jb = j tan b 


(486) 


The reduction to one or the other of the standard forms of 
any of the circular or the hyperbolic functions which are likely to 
occur in practice may now be considered. For instance, 

sin (a + jb) = sin a cos jb + cos a sin jb (487) 

= (sin a cosh b) + j(cos a sinh b), (488) 


and, again. 


sinh (a + jb) = sinh a cosh jb + cosh a sinh jb (489) 
= (sinh a cos b) H- j (cosh a sin b). (490) 
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For tan (a + jb), 


tan (a + jb) = 


sill a cosh b + j cos a sinh b 


^ ^ ^ cos a cosh b + j sin a sinh b 

This expression could be further simplified by conversion into 
the form re^® b}^ the methods already described, but in this case 
it is simpler to operate on the numerator and denominator with 
(cos a cosh b + j sin a sinh b), giving 

(cQsh“ b — sinh^ b) sin a cos a + j (sin- a .+ cos^ a) sinh a cosh b 
cos- a cosh*^ b + sin^ a sinh^ b 

(492) 

which, by means of the usual trigonometrical formulas, can ho 
reduced to 

sin 2a + j sinh 2b 
cos 2a + cosh 2b 

The above examples will suffice to illustrate the method. For 
convenience of reference, a list of the more usual forms is given 
in Par. 50. 

49. Exponential and Logarithmic Functions of Operators. — 
1 The form presents no difficulty, since 


gCa+jb) _ ^a^jb 


2. For log (a 


+ jb) the result is, putting 
(a + jb) = re^^ 


log (a + jb) = log re^ (49()) 

= log r + log (497) 

= log r + j^ (498) 

= log (a- + b-)^ + j tan“^ (499) 

a 

60. Standard Forms. — The standard forms tabulated below 
for convenience of reference can all be established by the methods 
described in the preceding paragraphs. 

cos 2a + cosh 2b ^ ' 

. f I -1 \ sin 2a — j sinh 2b 
oot (a + ,b) - (501) 

aoaac (a + jb) - 2 b - i coa a ainh ,b. 

sec (a + jb) = 2 52 i^^ 2 ?hb+isin a sinh b. 

COS 2a + cosh 2b ^ ^ 


sec (a + jb) = 2 


, , . .-IN sinh 2a + i sin 2b 

tanh (a -t' ib) = ^r-Fr~ 

cosh 2a + cos 2b 


( 504 ) 
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co^ch (a + ib) = 3 

scoh (a H- iW - 2 “Ai^.“J>.Jzi!!2!LSi!!Lb. /507, 

cosh 2a + cos 2b ^ ' 

log sin (a + jb) = ^ log ^ cos 2a ^ tj^jj-i(cot a tanh b). 

(508) 

log cos (a + jb) - Ilog ? £S!! ?l' + °°='g» _ j tan-(tanatanhb). 


(509) 

61. Current and Potential Distribution in Telephone and 
Telegraph Cables. Consider the arrangement shown in Fig. 
49; which represents a pair of conductors of indefinite length, 


X — ^dx-e- 

^ fT 

t LL 

Fig. 49. 


between the ends of which is applied an e.m.f. Vs = Vg cos ut. 
Let L, C, R, and G be, respectively, the inductance, the capacity, 
the resistance, and the leakance or dielectric conductance per unit 
length of the pair of lines. Then it is easily shown ^ that the 
differential equations for the crurent in the lines and the poten- 
tial difference between them at a point a distance X from the 
sending end, i.e,, the end at which the e.m.f. v. is applied, take 
the form 


9i p, I 5v 

-Si - 

dv 3i 

-te " + l-st' 


(510) 

(511) 


For the reasons given in Par. 31, v and i may be assumed to 
be simple harmonic functions of time of the same frequency as Vj. 

Therefore i = I • v (512) 

V = V • V (513) 

* See "The Propagation of Electric Currents in Telephone and Telegraph 
Conductors/’ by J. A. Fleming. 
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and transforming the scalar Eqs. (510) and (511) into the vector 

form 



- 

•|^(I-v) = G(V- v) +C^(V-v) 

(514) 



(515) 

i.G, 

• V = (G + jcoC)V ■ V 

(516) 


^ ■ V = (R + ja,L)I • V 

(517) 

and, since these 

equations hold for all values of t, 



- (G + i.C)V 

(518) 


dY 

= (R + j^L)I. 

(519) 

Differentiating with respect to x, 


aT 

dx^- 

(G + jcoC) L = _(Q -|- jcoC)(R + jcoL)! 

(520) 

__ 

dx- 

(R + ja,L) ^ = - (R + jc.L)(G + j«C)V. 

(521) 

Thus, putting 

P= = (G + ja,c)(R + jcoL) 

(522) 

the result is 

— = P-I 
dx^ 

(523) 


d-Y 

--- = P^V. 
dx^ 

(524) 


Although these are vector equations, the differential coefficients 
having the extended meaning of vector differentiation, it can easily 
be shown that their solutions are of the same form as would 
satisfy the same equations with scalar variables. Thus, putting 
V = (525) 

where A and B are arbitrary constant vectors, the result is 

^ (52(5) 

and — = p2(eP='A + (527) 

= P^V. (528) 

Equation (525), therefore, satisfies Eq. (524) and, since it has 
the requisite number of arbitrary constants, it can be regarded as 
the general solution of Eq. (524). 
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The values of the arbitrary constant vectors A and B will, of 
course, depend on the particular case being considered. A 
full development of the solution, such as is given in the book to 
which reference has been made, is outside the scope of the 
present work, but, as illustrations of the method to be adopted, 
the special cases of a line of length 1 short-circuited at the distant 
or receiving end, and the simpler case of a line so long as to be 
virtuall}^ of infinite length, will be considered. 

In each case 


V = Vg, when x = 0 (529) 

A + B = Vg. (530) 

Further, for the line of length 1 short-circuited at the receiving 
end 

V == 0 when x = 1, (531) 

so that €*’'A + e‘"^’'B = 0 (532) 

1 




_!I!L 

g-pl ^ 


e' 

,-f 1 


2 sinh PI 


and. similarly, 


B = 
V = 




2 sinh PI 

1 

2 sinh PI 
1 


Also, since 


2 sinh PI 
_ sinh P(1 — x) 
sinh PI 

^ ____1 ^ 

^ R + jcoL dx 


(erO-r; _ £-pC1-x)} Vg 

V«. 


I = 


cosh P(1 — x) 


'-Vs 


R -h jojL sinh PI 
Equations (539) and (541) can be put in the form 
V — (cosh Px — coth PI sinh Px) Vg 
P 


I = 


- (coth PI cosh Px — sinh Px) Vs^ 


(533) 

(534) 

(535) 

(536) 

(537) 

(538) 

(539) 

(540) 

(541) 

(542) 

(543) 


R -h jcoL'- 

This is the complete vectorial solution for V and I in terms of 
Vs and X. For the physical interpretation of the result, it will be 
necessary to consider more in detail the operational expres- 
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sions involved and to transform the hyperbolic functions into 
exponentials. 


For P, 
Putting 

we have 
and 

where 

and 


P^ - (G + jc.c)(R + jcL). 
(R + j^L) = 

(G + jtoc) = 

Hei+e.) 

P = Vr^ra e ^ 




_ J{6l—d2 

jojL \r2 ^ 


P = (a + jb), 

/— (^1 + ^ 2 ) 

a = Vrir2 cos 2 

= V rira + (RG - 
/A / • (®l "I" ^2) 

C = V rir2 sm ^ 


co^LC) 



A/rira — (RG — w^LC). 


(544) 

(545) 

(546) 

(547) 

(548) 

(549) 

(550) 

(551) 

(552) 

(553) 


As shown in Par. 50, 



sinh PI 


= cosech PI 


where 

and 

Thus, 

where 

and 


= h + jk, 

, „ cos bl sinh al 

h = 2 


k = -2 


cosh 2al — cos 2bl 
cosh al sin bl 


cosh 2al — cos 2bl 


1 


= rsej"* 


sinh PI 

rs = "s/h^ + k® 

tan 03 = r' 


(554) 

(555) 

(556) 

(557) 

(558) 

(559) 

(560) 


The operator sinh pf which appears in 

Eq. (541), becomes 

(661) 


which for compactness may be written re^^^ 


where 


■-Ws 


_ fl I 01 08 

“ + 2 ~ 2 


(662) 

(663) 


and 
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so that Eq. (541) may be written 

I = cosh P(1 - xOVg (564) 

= gjb(l-x) ^ g-jbci-xj j (565) 

and, since 

Va • V = Vb cos cot, (566) 

the result for i, /.c., for I • v, is 

i = 2 Va cos (cot + ^ + bl — bx) (567) 

+ Va cos (cot + 0 — bl + bx). (568) 

Thus, the scalar form of the solution is essentially 
i = ki e"'"'' Vg cos (cot — bx + i/^i) + Vg cos (cot + bx + ^^2), 

(569) 

ki, k 2 , ^i, and , 1/^2 being constants dependent on the characteristics 
of the line and on its length. 

The expressio7i for the current is seen to be composed of two ierms^ 
each of which represents a progressive wave. The first of these is 
traveling in the positive direction of x, and its amplitude decreases 
exponentially in this direction. The second is traveling in the 
reverse direction, and its amplitude decreases exponentially in the 
direction in which it is traveling. 

From a practical point of view, a and b, the coefficients of x, 
appear to be the important features of the line. Their values in 
terms of the electrical constants of the line have already been 
determined (Eqs. (550) and (553)). 

The fi7'si, a, is known as the attenuation factor of the line, since 
it is the measure of the exponential decrement of the amplitude of 
the wave. 

The second, b, is known as the loave-length constant, since the 

Stt 

wave le7igth of the progressive waves is 


Since the frequency f is for the velocity of the waves 
V ~ f X wave length 

___ CO 27r __ CO 

~ ” b 


(570) 

(571) 


The above is, of course, only an outline of the physical inter- 
pretation of the equations. More space, however, will not be 
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devoted to it, as the present book is only concerned with the 
mathematical- side of the subject. 

52. The Special Case of a Very Long Line. — In many practical 
cases 1 is so great that it can be considered to be virtually infinite. 
This approximation can be made to a high degree of accuracy in 
all cases in which the product al is greater than 4. It will be 
seen on reference to a table of hyperbolic functions that, when al is 
greater than 4, cosh al is practically equal to sinh al, so that 


sinh (al + jbl) 

= <^Qsh al cos bl + j sinh al sin bl 
sinh al cos bl + j cosh al sin bl 
= 1 . 

Under these conditions, therefore, Eq. (543) becomes 






It jcoL 




= (Q + 


It j coL / 


xv^ 


The quantity 


(G + JcoC) I 


(572) 

(573) 

(574) 

(575) 

(576) 

(577) 




is known as the “vector character- 


[ (R + JcoL) J 

istic impedance” of the line. It is obviously the ratio of the 
vectors representing the potential and the current at the sending 
end of a line of infinite length. Expressing it in the form 
where 

f ( R^ + co^L^) ] i . 


z = 


(G’- + co’-C^) J 


4^ = k tan"i ^ ~ ^ tan~^ 
Equation (577) can be written 


t.e.. 


1 = ± £-aXt-i(bx + ,f.)V3, 

Zq 

1 ^ 

1 = — 6 “’‘Vg cos (wt — bx — ^). 


(578) 

(579) 

(580) 

(581) 


Comparing this with Eq. (569) it is seen that in a line of very 
great or infinite length there is no reverse direction or reflected wave. 

63. Stationary Waves on Wires. — The discussion of the for- 
mation of stationary oscillations on wires can be regarded 
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as the special case of the preceding analysis which arises when R 
and G are so small as to be negligible compared with wL and wC 
respectively. At radio frequencies these conditions are generally 
fulfilled, since co is then veiy great. The discussion of this 
special case will only differ from that of Par. 31 in the value of P. 
Putting G = R = 0 in 



P'^ = (G + jcoC)(R + jwL), 

(582) 

the result is 

P2 = -a,2LC, 

(583) 

so that 

p = 

p 

(584) 

where 

P LG 

(585) 

Applying this in the solution of the case in which 



V = Vs at X = 0 

(586) 


V = 0 at X = 1, 

(587) 

i.e., in the case of 

a pair of lines of length 1 short-circuited at the 


far end, the result is, as in Eq. (539), 




and 


sinh i- (1 - x) 

V = - -P-- V 

sinh " 

P 



cosh (1 — 

. P 


JwL 

sinh ‘^^1 
P 

sin (1 - r) 

V — 

V 

V — 

. col 
sm 

P 

1 

cos - (1 — x) 
p 


jpL 




sm 


col 


(588) 


(589) 


(590) 


(591) 


The equations take a somewhat simpler form if x be measured 
from the far end instead of from the point of application of the 
e.m.f. Then 



sin ‘ 


cox 


sin 


col 


(592) 
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and 


cox 

. cos — 

T ^ P V 

I = ^ ^ Vr. 

jpL . col 
sm — 

P 


In scalar form these become, since Vg* v = Vs cos cot 

/N. 

Vs . cox 

V = : Sin — cos cot 

. coi p 
sm — 


(593) 


(594) 


. V s COX . 

1 = ^ cos — sin cot. 

T- . col p 
Lp sm — 


(595) 


Thus, the distribution of current and of potential is in the form 
of a standing wave with a node of potential at x = 0, at the 
short-circuited end, and an antinode of current at the same point. 
It is clear that nodes of potential will occur when 



. cox 
sin — = 
P 

0, 

(59G) 

i.e.j 

cox _ 

0 or nTT 

(597) 


P 


or 

x = 

HTTP 

CO 

(598) 


Similarly, the amplitude of v will become a maximum (theoret- 
ically infinite) whenever 



. col 


sm — 


P 


col 

z.e., 

P 

i.e., 

1 


= 0 , 

= 0 or nTT, 


1 = 


pnTT 


(599) 

(000) 

( 001 ) 


In the above, p has been written for For two parallel 

wires of diameter d in free space, with centers D centimeters 
apart ^ 


1 This is true when the linkages within the wires are negligibly small, i.e., 
when ~ is small or when co is so high that the “skin effect” confines the 
current to the periphery of the wire. 
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L = 4 log. 


E.M. units per centimeter (602) 
E.S. units per centimeter (603) 


4 log. 


2D ‘ 


E.M. units per centimeter (604) 


where c = 3X 10’^ cm. per second. 

i.e.j c is equal to the velocity of light in free space. Therefore, 
LC =^2 ^ const (605) 

In the above equations, therefore, p is an absolute constant 
for all values of cl and D, provided ^ is small and is, in fact, the 
velocity of light in free space. 

EXAMPLES 

1 . A long telephone line has the following constants per loop-mile, i.e., per 
mile of lead and return : 

Resistance 100 ohms. 

Inductance 1 millihenry. 

Capacit}'’ 05 microfarads. 

Leakance nil. 

A sinusoidal e.m.f. the amplitude of which is 0.1 volt, the frequency being 
159 p.p.s., is applied at one end of the line. 

The e.m.f. being represented by the vector .Iv, find the corresponding 
vector expressions for the current in the line at the following distances 
from the end at which the e.m.f, is applied: 

(a) 0 miles. (5) 62.5 miles, (c) 125 miles. 

2 . Assuming that the primary constants of the above line arc independent 
of frequency, find (a) the attenuation factor, (b) the wave-length constant, 
(c) the wave length, and (d) the wave velocity of the lino at the frequencies 
(p 1,590 p.p.s. and (2) 159,000 p.p.s. 

3. Under what conditions will both the attenuation factor and the wave 
velocity of a telephone line be independent of frequency? 

1 . A cable having the following constants : 

Inductance per unit loop length L 

Resistance per unit loop length R 

Capacity per unit loop length C 

Leakance per unit loop length G 

Loop length 1 

Receiving-end impedance Zr *= Er + jXr 
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is supplied with current at the sending end by an c.in.f. of frequency 
^ represented by the vector Vs. 

Find the vector expression for the current at a point distant x from tlie 
sending end. 

For what value of Zr will this expression be the same as a line of 
infinite length having the same primary constants? 

6. (a) A uniform helix of copper wire has the following constants: 


Length 5 meters 

Inductance 149 millihenries per unit length. 

Capacity 21 micro-microfarads per unit length. 

Resistance negligible. 


An ean.f. of amplitude 10 volts and frequency 250,000 p.p.s. is applied 
between one end and earth. 

Write the expression for the current at a point distant x from the open 
end, taking the origin of time as the instant when the o.m.f. is a maxi- 
mum. 

Give the vector expression for the current for the following values of x: 

• (&) 0. 

(c) 1.785 meters. 

(cl) 3.57 meters. 

ANSWERS TO EXAMPLES 

1 . (o) 70.3 X 
(6) -3.16 X 

(c) .1406 X 10-®6j«°^3'v. 

2. (1) (a) .1506. 

(b) .166. 

(c) 37.8 miles. 

(d) 60,250 miles per second. 

(2) (a) .354. 

(b) 7.08. 

(c) .8860 miles. 

(d) 141,000 miles per second. 

3 . If the product of the inductance and the leakance is equal to tlie product 
of the capacity and the resistance (each per unit lengtli), timn the aitenua- 
tion factor and the wave velocity will both be independent of frequency, 
i.e,f if 

LG = CR 

Attenuation factor = “v/ GR 
Wave velocity = - 

Vlc 

If the leakance (G) is nil, and if coL is very large compared with R, then: 

R Ic 

Attenuation factor = ~ 2 yj^ 

1 

Vlc' 


Wave velocity 
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4. I = cosh Px — ^ sinh Px^ 

( z^ cosh FI + sinh PI 
cosh FI + z^ sinh FI 


where 


) 


and 


=vi 


R + jcoL 
G "i” jtoC 


TJie current will l^c the same as in a line of infinito length if 

6. (a) I = ^ X j X lOv 

= (-1.32 10-» j sill .00SSx)v. 

{h) 0 . 

(c) -1.22 10-=jv. 

(d) 0 . 
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DAMPED ELECTRIC OSCILLATIONS 

64. Vectorial Representation of a Damped Electric Oscilla- 
tion. — Consider an alternating current whose instantaneous 
value i is given by the equation 

i = cos (cot + ^l/), (OOG) 

It has been seen that such a quantity can be represented by a 
vector I of magnitude 

1 = ’(607) 

rotating with uniform angular velocity co. It has also been shown 
that for a vector of this description 

^ = (^j - k)I (008) 

and ^ = (o)] - k)2I etc., etc. (609) 

An alternating current of this type is known as a damped 
electric oscillation. 

66. The Application of KirchhoS’s Laws to Vectors Represent- 
ing Damped Electric Oscillations. — It was shown in Par. 34 that 
Kirchhoff’s first and second laws could be applied to vectors 
representing alternating potentials and currents of sine-wave form. 
The proof given required only that the scalar products of the 
vectors concerned with the fixed unit vector correctly represented 
the instantaneous values of the electric quantities, and will, 
therefore, apply equally to vectors of the type under considera- 
tion, i.e., to vectors representing damped electric oscillations. 

66. Current and Potential Relationships for Damped Electric 
Oscillations. — As shown in Par. 35, there are for E„, E,,, and Ee, 
the vectors which represent the potential differences due to the 
passage of a current represented by the vector I through a resist- 
ance R, an inductance L, and a capacity C respectively, the 
equations 

E« = -RI 
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(610) 

(611) 
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ind (612) 

It has also been shown (see Par. 28) that, for vectors of the type 
inder consideration, 

= (<.j - k)I. (613) 


Therefore, for the clamped electric oscillation represented by 
he vector I, 

Eu = -RI (614) 

E,. = -L(coj - k)I (615) 

(coj - k)E. = (616) 


ir . Ec = 

Where = co^ + k^. 


-r _ + k-r 


(617) 

(618) 


The vectors E^, E^, Ec are illustrated in Figs, 50, 51, and 52 
espectively. For the reasons given in Par. 35, the^^ will have 
he same angular velocity and the same decrement of magnitude 
.s the vector I. 




67. Energy Conditions in Damped Electric Oscillations. — One 

nportant difference between damped and undamped electric 
scillations is immediately apparent in Figs. 51 and 52, namely, 
liat the current and the potential vectors in the cases of a pure 
iductance and a pure capacity are not 90° apart as they were in 
[le corresponding cases with undamped oscillations. It follows 
'om this that the mean rate of change of energy associated with 
Dnductors of this type is no longer zero. 
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Consider, for instance, the case of an inductance L tlirougli 
which is passing an electric oscillation represented by the vectoi 
I, where 

I • V = cos cot. (619) 

As showm in Eq, (615), 

E, = -L(coj - k)I (620) 

= L(co^- + (621) 

where tan \p = — (622) 



Applying the energy equation (Eq. (325)), we have for p^, the 
instantaneous value of the rate of change of the energy associated 
with L, 



+ W • V 


(623) 


^ L(2l+13il’ (2.t + « m) 


kLl° ^ f L(6)^ + k^)U^ 


cos (2ci)t + <!') 


(G25) 


_ ^ (L(co^ + k^)Uo^e-2kt 


Since 


1 = 


cos (2cot + \l/), (626) 

(627) 


Thus, the energy changes fall into two parts, one being a 
simple exponential expression, and the other a periodic double- 
frequency term with an exponentially decreasing amplitude. 
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) deteruiine the total energy change it will be necessary to 
;rate Eq. (626) between the limits t = 0 and t = oo. For 
purpose it can be put in the form 

2 


L(cj2 + k2)il^2,^2kt 
' 2~ 


(cos 2o)t covs \l/ — sin 2wt sm\p) 


(628) 


kLlo^e- 


-2:vt 


, kLlo=€--^-‘ ^ , , o)Llo=e-2k‘ . ^ 

q_ ^ (.Qg 2cot + ■ — ^ — sin 2cot. (629) 


7 ^ r, 1 

dt = — 
0 2k 

" ec 

cos 2cjt dt = 


/• 


k 


-2kt „ 


sin 2wt dt 


2(co- + k^) 

CO 

2(co==Hn^ 


fjudt = %-{l + lyCco^ + k=) + 


2(co= + k^) 


2 


(630) 

(631) 

(632) 

(633) 

(634) 


is is, of course, in accordance with the physical conditions 
1 obtain at the instants t — 0 and t = «> , for at t = 0 there is 
rent of magnitude 

i = (lo«“’“ cos cot)t=., (635) 

= !o 

ig in the inductance L, and at the instant t = qq, i.c., in 
ice when the amplitude of the current has become inappre- 
5, which will, in general, be after a small fraction of a second, 
i = 0. Thus, the total change of current is to and the 
" LIo^ 

change of energy in accordance with the usual formula. 

a precisely similar manner it could be shown that, given an 
ation of potential across the plates of a condenser of capacity 
presented by 

e = cos wt, (636) 

otal change of the energy associated with the condenser 
1 be |CEo^ since in the course of the oscillation the poten- 
ills from fio to 0. 
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On the other hand, if the oscillation be represented by 

e = sin cot, (G37) 

the total change of energy associated with the condenser will be 
found to be zero by the integration of the energy equation, since 
the potential of the condenser is zero both at the commencement 
and at the end of the oscillation. The above integrations will 
not be given in detail, as they are essentially of the same type as 
the one already given as an example. 

58. Free Oscillations in an Oscillatory Circuit. — Suppose 
that in the circuit shown in Fig. 53 a current is flowing represented 
by the vector I, w^here 

I’ V = cos (cot + lA). (G38) 



For the sum of Er, E^, and E^. the result is 

--jE + L(»j-k)+5^^)l. (639) 

To satisfy Kirchhoff’s second law, therefore, an e.m.f. E of this 
magnitude will be required to maintain the assumed current. 
The case is illustrated in Fig. 54. It should be noted that the 

angle between Ei. and I is tan~* and that between Eq and I is 

are equally inclined to I. 

Suppose now that 

= K 

£ 1 , and £c being the magnitudes of Ej, and Eo. Then 


( 640 ) 
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or 


L(co= + k^)ll 
LU(w“ ~j- k**) 


1 

C(£o 2 + k‘^) i 

= 1. 


A 


(641) 

(042) 


Ec 



If, therefore, 
fied, Lc., if 


CO has such a value that the above equation is satis- 


£ 0 - 



(643) 



El and Eo will be equal in magnitude. It follows, therefore, 
since El and Eo are equally inclined to I, that E^ + E^ will be 
in the same direction as I, as shown in Fig. 55. 
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For the value of + Ec in terms of I 


+ Ec. = - • 

1 

+ 

0 

1 

'S' 

1— 1 

(644) 


=-i 


(645) 


== — 

(L(ajj ~ k) — L(a3j + k)); 

(646) 

since 

C(a)2 + k’-) = i- 

(C>47) 

Thus, 

+ Ec == 2]dLI. 

(648) 

Under these conditions the e.m.f. required to maintain the 

assumed current 

is clearly 



-(- 

-R + 2kL)I = E. 

(649) 

Suppose, now, that, in addition to the condition imposed above, 

namely, 

LC(co2 + k=)= 1, 

(650) 

the value of k is 

such that 



-R + 2kL = 0, or k = ^- 

(651) 


Then E = 0. In other words, no e.m.f. is required io maintain the 
current (see Fig. 56). 



Thus, to a current given by 


where 

li II 


and 

II 

-k\ 


— kt 


cos (oit + ^), 


(652) 
. (653) 

( 654 ) 
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the circuit illustrated in Fig. 53 offers no resistance, so that no 
e.ni.f. will ])0 required to maintain the current. If, therefore, 
hy any ineaiis, which need not yet be specified, a current is caused 
to flow in the circuit at the instant t = 0, then at any subsequent 
instant t the current will satisfy Ivirchhoff^s second law, provided 


where 

i = cos (wt + 

(655) 

(656) 

and 

= — - k2. 

(657) 


The circuit has, therefore, a natural free period of its own 
associated with a natural free decrement factor, determined by 
its electrical constants as shown above. It is for this reason 
described as an oscillatory circuit, and the current i which results 
from any electrical disturbance is termed a free oscillation. 

The amplitude of the oscillation at the instant t is given bv 
If 

T = - (658) 

CO 


be the period of the oscillation, the amplitude at the instant 
t + T will be 

-1-^) = (659) 

The ratio of the first of these amplitudes to the second is 

1 —la 

. . : - ( 660 ) 


The logarithm of this ratio to the 
base 6 is, therefore, kT. 

This quantity kT, which is a con^ 
slant y is termed the ^^garithmic decre- 
ment^ of the oscillation. 

69. The Amplitude and the Phase 
of a Free Oscillation. — The con- 
stants to and yp in the expression 



I * V = lo€ ^^cos (cot -f- p) ( 661 ) 
for the free oscillation of the circuit 
considered in Par. 58 are as yet un- 
determined. They will, of course, 
depend on the nature of the initial 
disturbance which produces the oscillation. This can be illus- 
trated by considering the case in which the condenser is charged 
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to a potential + Vo some suitable source which is short-cir- 
cuited at the instant t = 0 (see Fig. 57). The boundary condi- 
tions in this case are 



i = 0 when t = 0 

(6C2) 


Oc = +Vo when t = 0 

(663) 

For E^. therefor 

■e, since 



i = cos (wt -t- t/^) 

(664) 


C(coj-k)I 

(665) 


— — ^ 

C'v/ cj-^ -f- k“ 

(666) 

where 

<l> = — tan”^ 

K 

(667) 

i.e., ^lies between 180 and 270°. Therefore, 


\ 

Eo = -VLC 

c 

(668) 

since 

= m 

(669) 


Vlc t . 


i.e. Cc 

= ^ COS (cjt + i/' -h 0) 

(670) 

and when t == 0 


(ec)t=o ’ 

- — Q lo cos (l^ + 


(071) 


VLCt , 

Q If] (cos \j/ cos <j> — sin )]/ sin 


(072) 

and^ since 

v.?n? - 

(673) 

and 

“ * ' V»- + ki - 

(674) 


(lc)t=o = kLto cos i/' ~ coLIo sin yp 

(675) 


= +vo. 

(676) 

A.lso, when t = 

0 


(i-)t=o = Iq cos = 0 

(677) 


^ = _i_ !r. 

(678) 

From Eq. (675) 

— coLlo sin i/' = +Vo. 

(679) 

Therefore, 

1 

1! 

o 

(680) 
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and ^ (681) 

Ji 

Thus, finally i = (G82) 

= +-f sill cot. (683) 


60. Forced Damped Oscillations. — Consider the circuit shown 
in Fig. 58 j which represents an inductance L, a capacity C, and a 
resistance R in series with a source of exponentially damped 



E=t'’‘‘Eo 


riQ. 58. 


e.m.f. For the reasons already given, the current I produced 
by the e.m.f. will be of the same frequency and the same damping 
factor as E, and, applying Kirchhoff’s second law to the circuit. 



(h(coj - 

c(»r--k))i - 

(684) 

i.e., 

Lj(a>j - 

w + ? + Lcri-E) 1' - >"■ 

(685) 

Now put 


+ k= = p» 

(080) 



R I 

2L “ 

(687) 



EO - '>'■ 

(688) 

and 


= Pi’* - kd, 

(689) 


so that X - is the natural frequency of the circuit and ki is its natural damping 
Ztt 

factor. Then 

L I (wj — k) H“ 2ki. — (wj -j- k) 1 1 = E (690) 

i.e., L jeoi (l - --) + 2ki - k(l + 


( 691 ) 
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Tlieconditionforthevanishingof tlie i termiiscleaiiypi^ = p^. Thus 1 ^ 

can be regarded as a measure of the degree of distuning of the circuit. 
Writing d for this, 

L{coid -1- 2(ki -- k) + dk}l = E, (G02) 

a form which serves to emphasize the effect of tuning the circuitj z.c., of 
decreasing the value of d to zero. 

For abbreviation put 


and 

Then 

and 

For Gc 


tod = b 

2(ki — k) + dk = a 

r- = a‘ + b-. 


^ L(a -I- jb) 

■n 


= I 

C(toi - k) 

_ coj + k ^ 

Cp2 


(093) 

(694) 

(695) 

(696) 

(697) 
(69S) 
(969) 


- kt 


LCp2r2 


(a - jb)(k + toi)E 


= (ak H- wb) cos cot + (bk — aco) sin cot} • 

LiUp'r" 


(700) 

(701) 


The above, however, cannot be the complete solution, for, if it were, the 
initial conditions would be 


(i)t = 0 
(ec)t = 0 = 


^ Fo 
r2 L 

ak -|- cob jgo 

r2 i;^2 


(702) 

(703) 


whereas the physical conditions of the circuit require that both i and Qq 
shall be zero w^hen t = 0. To satisfy these conditions, therefore, it must be 
assumed that, in addition, the circuit is thrown into a state of free oscillation, 
the initial conditions of which just balance the initial conditions of the forced 
oscillation, i.e., the initial conditions of the free oscillation are given by 


(i)t = 0 = 
(ec)t = 0 = 


a 

~r- L 

— (ak + cob) Eo 

r"^ LC572‘ 


(704) 

(705) 


It will be convenient to express the free oscillation in the form 


where 


I = 




br(ai 4“ jbi) 

El ■ V — cos coit. 


(706) 

(707) 


In this expression ai and bi are the two unknown constants to be determined. 
For i, 

i = I • V = cos «,t + sin w,t)- (708) 
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Comparing Eq. (706) with Eq. (696) it is seen that ai and bi must satisfy 




ai _ 

?? “ P 

aik i + coil)i __ ak + coh 

pi^rr ~ p-r- 

aiki Pi“ ale -|- cob 

P^ 1-2 
(1 - cl)(ak + cob) 


rr 


b, 


1 


-JaKki - k) +dkl - b(co - cod)] 


and, since 
and 


I’l- COi^’ 

1) = cod 

a = 2(ki — k) -j- dk, 




For the free oscillation, therefore, since 


i = f- e-kitj cos CiJit + •— sin ccit 

1 j [rr n- 


( 709 ) 

(710) 

(711) 

(712) 

(713) 

(71-1) 

(715) 

(710) 

(717) 


i = - <t Pos coit + + b(b - u) I sin w.t] • (718) 


For the forced oscillation Eq. (697) 


i = j 63t + b sin cot). 


(719) 


The total solution, which is the sum of the fiee and the forced oscillations is, 
therefore, given by 


1 — — _ — cos cot + -f-,— sin cot 

Lr^ Lr® 


Lr^ 


cos coit + j 4 - b(b — co) 1“^— Y— nilo sin coit (720) 

ji } coiJUr” 


where, repeating the abbreviations for convenience, 

1 

“ 2L 

wi® =• pi“ — ki® 
p« = w‘ + k“ 
a = 2(ki — k) + dk 
b = wd 
r» = a'* + b» 

d = 1 — P-1^. 

p2 


(721) 

(722) 

(723) 

(724) 

(725) 

(726) 

(727) 

(728) 


The most interesting case is that in which the circuit is tuned to resonance, 


t.e.. 


pi2 = p2 or d = 0, 


(729) 
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which will give 
so that i 


a = 2(ki — k) b =0 and r- = a-, 
cos ojit , 


e COS cot 


-f- sin coit. 


(730) 

(731) 


La La 2co ^L 

If, in addition, the resistance R is varied so as to make 

^ = ki = k, (732) 

then a = 0 (733) 

and CO = coi. (734) 

The first two terms become infinite in synchronism but in phase opposition 
and the remainder is 


2wL 


sin cot. 


(735) 


61. The Production, of Undamped or Continuous Oscillations. 
The amount of space devoted in the preceding paragraphs to the 


c_ 

ZJ 



analysis of damped oscillations may seem excessive in view of 
the decreasing importance of such oscillations as compared with 
continuous or undamped oscillations, particularly in relation to 
the development of radio telegraphy. A knowledge of the 
theory of damped oscillations is still very desirable, however, 
since some of the most widely used methods of generating con- 
tinuous oscillations consist essentially of the ''undamping” of a 
damped oscillation, that is, of the inserting into an oscillatory 
circuit of something which annuls the effect of its resistance and 
winch may, therefore, be suitably^^ described as a negative 
resistance, ^ 

One method of obtaining this result is to connect in parallel 
with the oscillating circuit a conductor whose current-potential 
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characteristic has a negative slope. The dynatron, for instance,^ 
has a characteristic of this nature. Under suitable conditions 
of anode and grid potential the relation between the anode 
current and the potential difference acting in the anode circuit 
can be represented by a curve of the form shown in Fig. 59. 
The part PQ can be considered as approximately a straight line 
having the equation 

io = A - (736) 

A and B being constants. 

If, now, an alternating potential difference of instantaneous 
value V be superimposed on Vu, and if i be the instantaneous value 
of the alternating current which results, then 

i + io = A - (737) 

i.e., ' = 

Thus, to an alternating potential superimposed on the steady or 
mean potential Vo, the dynatron behaves as if it were a negative 
resistance of magnitude B. 

Consider now the effect of connecting such a negative resistance 
in parallel with the condenser of an oscillatory circuit, as shown in 

R L 

r 1 



WVWlA 

-B 

Fig. 60 . 


Fig. GO. If I and be vectors representing the current flowing 
in the oscillatory circuit and the circuit —B, C, — B respectively, 
then, assuming the free oscillation to be of frequency co and damp- 
ing factor k, 

^ See Proc. Inst, of Radio ' Engineers, vol. 16, which contains an article by 
A. W. Hull on this subject. 
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(ojj — k)L “1- II + 


From the second of these 


1 


(coj-kjGi^ (coj - k)C 
-BI + } (coj - k)L + R} I = 0. (740) 


-, = 0 (739) 


T _ (“j “ k)L + R , 
B 


(741) 


Substituting this result in Eq. (739), 

[ (.i - K)L + E - K} ]I . (r«) 

i.e., 

I (“j - k)L + (^R - + 


(cj - k)CV 

CR 
■ B-R 


-mtN- 


R- 


BC 


Fig. 61 . 




Equation (743) shows that the circuit of Fig. 60 can virtually 
be replaced by the circuit shown in Fig. 61. As in Par. 58, the 
free oscillation of such a circuit would have a damping coefficient 

L 


R 


k = 


BC 


2L 


(744) 


CO 

and a frequency ^ where 


LC(l + B _ j^) 


- 


( 745 ) 
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If, now, B be given a value such that 



R - A - 

(746) 

i.e,, 

td 

il 

^Ih- 

(747) 

then 

k = 0 

(748) 

and 

1 

=: 

(749) 


+ b^Ti) 


Under these conditions, therefore, the natural damping of the 
circuit has been annulled and continuous oscillations of the 
frequency given l)y Eq. (749) will result. 

It is of iul, crest to trace the source of the energy reiiuirod for the mainte- 
nance of the continuous oscillations. 

If in and v,) bo the current through 13 and the potential across it before 
oscillations occair, then 

io = A - (750) 

or Vo = B(A -- io). (751) 

The power being consumed in B is, therefore, 

Voio = BAio - io^B = P. (752) 

la the oscillating condition the alternating current represented by will 
be superimposed on i. Patting ■ v, then 

V + Vo = B{A - (ia +i„)} (753) 

and for the instantaneous power consumed in B, 

(io + i)(vij + v) = BA(io + 13 )““ (io + (754) 

The moan power consiiincd will, therefore, be the mean value of the expres- 
sion on the right-hand side of Eq. (7»54) i,Q.j the mean value of 

BAio + BAi^ — io^B — 2Ui^B — (765) 

SiiHic ij^ is an alternaling current, its mean value over a period is zero, so 
that the moan values of the second and fourth terras in the above expression 

In^B 

are zero. An shown in Par. 41, the moan value of is Ijj being the 
magnitude of 1 ^. 

Thus, the moan power consumed when oscillations occur is 

BAio - io*B - = p _ ( 756 ) 

which is less" than the power consumed in the stationary condition by an 
amount 

Now from Eq. (741) 
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cojL + R T 

Ib - B ’ 

(757) 

so that 

u-L^ + R- 
Ib- “ B- 

(758) 

and 


(759) 

Also, 

1 

(700) 





B - R 
“ LCB 

(701) 


i - R 



CR 

" LC--^- 
CR 

(7G‘2) 


11 

1 

o 

(703) 

Therefore, 

(o)=L^+R^) = + 

(76.1) 


- T CR 

(765) 


C L 


= R. 

(706) 

Thus, finally, 

Ib=^B _ I=R 

2 ~ 2 

(767) 


In other words, the source of potential which maintains the conductor B 
in a negative-resistance condition supplies to that conductor a certain 
amount of power. When oscillations occur in the oscillatory circuit, the 
power consumed by the conductor B is decreased by an amount exactly equal 
to the power consumed by the resistance of the oscillatory circuit. That is 
to say, power is diverted to the oscillatory circuit from the conductor B, 
which thus appears to function as a sort of agent between the source of 
potential and the oscillatory circuit. 


62. The Generation of Continuous Oscillations by Means of the 
Thermionic Valve. — The case of the valve generator is essentially 
similar to the above, though the mechanism is somewhat dif- 
ferent. The process will be illustrated by reference to the 
typical generating circuit illustrated in Fig. 62. 

It is well known that changes of anode potential, grid poten- 
tial, and anode current (represented by Va, Vg, and ia respectively) 
are related by an equation of the form 

ia = ava + gVg, (768) 

a and g being constants for a given valve, it being understood 
that these changes are all within the region over which the 
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characteristics of the valve can be regarded 
or approximately so. 

as straight lines, 

Putting 

g 

(7C9) 

and 

P 

li 

(770) 

then 

V„ + gVg 
~ Ra 

(771) 


The meaning of the above equation must be clearly understood. 
It is that, irrespective of the initial values of anode potential, 



Fra. 02. 


grid potential, and anode current, a change of anode potential of 
amount v^, together with a change of grid. potential of amount Vg, 
will produce a change of anode current of the amount given by 
the equation. For instance, if v^ and Vg be the instantaneous 
values of alternating i:)oteiitiaIs operating in the anode and the 
grid circuits respectively, then ia will be the instantaneous value 
of the alternating component of the anode current. If these 
alternating quantities be represented by vectors in the usual way, 
the result is the vector equation 

T Va “t" 

Aa ~ -p 
Xla 


( 772 ) 



102 


ALTERNATING CURRENTS AND TRANSIENTS 


Considering this last equation, it is clear that the anode circuit 
of the valve is electrically equivalent to the simpler circuit 
illustrated in Fig. 63, and that to any circuit connected between 
the negative end of the filament and the anode the valve will 
behave as a source of potential of magnitude /xv^ with an internal 
resistance Ra- Thus, the generating circuit illustrated in Fig. 
62 is electrically equivalent to the arrangement shown in Fig. 64. 

— VWVW' — 

, , 


c 

If 


Va 


^la- 


• — wyiMW — 

Ra 

Fig. 63. 


-—A/WWVW^ 




Fig. 64. 


If I and la be vectors representing respectively the free oscilla- 
tion in the oscillatory circuit and the alternating component of 
the anode current, these vectors being of angular velocity co 
and damping coeiSicient k, then for the circuits C, R, L, C and 
-Rj Rj Rfl 


(a;j -- k)L 


+ R + 


1 


(a;j - k)C 
Rala + {R + L(a)j ~ k)}I = 

= — /xM(coj — k)I, 

so that 

la I R 

(coj - k)C ~ lCRa(coj ~ 

Substituting this in Eq. (773), 

R 

L iiM ' ' ■ 




(774) 
(776) 

(wj - k) CRa CRaJ^’ 


(l+-) 

(ojj k)L + (^R + 


I = 0, (777) 


t.e.f 


(«j - k)L + + 


(«j - k)C(l 


Ra 


R -j- Ra 


1 = 0 . 


( 778 ) 
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The oscillat.ory circuit is, therefore; effectively shown in Fig. 65. 
For such a circuit the natural clamping coefficient is 

L /zM \ 

crJ 


k - 


(I'+ck 


2h 


(779) 



and the natural frequency 


60 

27 


where 


1 


''K'-iri-id 

Tvr 1 • +1 1 (C?iRR;i + L) 

If, now, M be given the value - then 

CRR„4-L - mM= 0, 


(780) 


(781) 


i.e., k = 0, aucl undanipod or contimious oscillations will be 

. CO 

produced, their frequency licing given liy where 


CO 


2 



1 


JC') 

R + R„; 


(782) 


Aa in the case considered in Par. Gl, it can easily be shown that, when in 
tlie oscillating condition, the power consiunod by the valve is diminished by 
an iiraount exactly equal to that consumed by the resistance of the oscillating 
circuit. The valve is thus an agent wliich receives power from its own 
anode battery and passes on a ceitain amount of it to the oscillatory circuit. 
It can further be shown that, on the assumption that the total anode 
current, i.e.j the fixed moan value ifius the alternating component, does not 
fall below zero nor exceed the saturation value for the given valve, the maxi- 
mum power handed on by the valve to the oscillatory circuit is 50 per cent of 
that which it receives from tlie anode battery. 



104 


ALTERNATING CURRENTS AND TRANSIENTS 


63. Free Oscillations in Coupled Circuits. — 1. Consider the 
magnetically coupled oscillatory circuits illustrated in Fig, 65, 
and assume that the currents i^ and i 2 shown in the figure are the 
instantaneous values of the free oscillations proper to the circuits 
due to their own electrical constants and to the mutual induction 
M between them. Remembering that the true definition of a 
free oscillation is a current that requires no external source of 
e.m.f. to maintain it, then, since ii and ia are free oscillations, the 



sum of the back ^m.fs. due to them must be zero at every 
instant in the two closed circuits. Thus, for the first circuit 
Eli + E^i + Eel + Emi = 0, (783) 

where E^i is the vector which represents the instantaneous value 

dir) 

of i,e.j the back e.m.f. induced in this circuit by the current 
ia flowing in the second circuit. 

Now it has been shown (Par. 31) that, if a vector equation of 
this type is to be true at every instant, the component vectors 
must all be of the same type as regards angular velocity and 

decrement factor. Thus, the vector E^i, which represents 

must have the same angular velocity and the same decrement 

factor as the vector E^i, which represents L It follows that 

the currents it and ia must be of the same frequency and the same 
decrement. It can, therefore, be said that, if free oscillations 
exist at aU, they will be of the same frequency and the same 
decrement in each circuit. Taken together, therefore, the two 
circuits can be said to constitute a single electrical system. 

If the currents ii and U be represented by the vectors Ii and la, 
where 

Ii • V = cos (cot + i/^i) (784) 

and I2 • V = cos (cot + ^ 2 ), (785) 
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then for both circuits 

El + K + E^. = 0 (786) 

and, substituting for these vectors their ex2Drcssions in terms of 
Ii and lo, 


{Li(coj - k) + R, + + MCcoj - k)l, = 0 (787) 

for the first circuit, and 

[u (coj - k) + 11, + ^ 


i ■ ^ - — — CaCcj -k)/‘^^ 

for the second. 

From the first of these 

Ii M(coj ~ k) 

^2 T / • 1 \ . -»-N 


and from the second 


Li(wj — k) + Ri -|- p- 

Ci(coj - k) 


Therefore, 


j L2(c<;j — k) + II2 + rr 

=== ^2(0^3 - k) ( 790 ) 

I2 M(ajj — k) 


Li(ajj — k) + Ri + 


Cl(coj -- k)| + 

o,(»T--k)) - “'(“j - «■ - 0- PM) 


Two further deductions can now be made. First, from Eq. 
(791) it appears that co and k are functions only of the electrical 
constants of the two circuits and of the mutual induction 
between them, and are thus independent of the amplitudes and 
the phases of the oscillations. Secondly, assuming that co and 
k can be obtained as known functions of the constants of the 
circuits, then Eq. (789) is of the form 


I 2 = (a + jb)Ii, 

where a and b are constants for the given circuits. Thus, while 
the magnitudes and phases of the currents Ii and I 2 will depend 
on the initial conditions which produce the oscillation, the 
phase difference between Ii and I 2 and the ratios of their ampli- 
tudes are constants for the given circuits. 
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Dividing Eq. (791) throughout by L 1 L 2 and putting 


_ 1 - 
2L, 

(792) 

-1- 
2L^ " 

(793) 

=r-^ = pi^ and wi- = pr — ki“ 

(794) 

= p 2 “ and C 02 - == P 2 ’ — k 2 ^ 

(795) 

L,U ^ ’ 

(796) 

so that ki and k 2 are natural damping factors of the two circuits 
considered separately, and coi and C 02 are the natural free periods 

of the two circuits, the result is 
( (coj — k)2 + 2ki(wj — k) + (coi^ + k;2)} { (coj — 1 

c)“ + 


2k2(coj — k) + + kn")} ~ d. (797) 


This last, being a fourth-power equation in (wj — k), can be 
expressed as the product of two quadratic factors, which may be 
written in the form 

{ (ojj — ' k)“ + 2k^(a>j — k) + (a>'2 _|_ | _ ]^)2 _|_ 

2k"(c.j -- k) + (a)"2 + k"2)} = 0. (798) 

This equation will be satisfied if either of the two factors is 
zero. Equating the first to zero, 

(coj ~ k)2 + 2k' (^j - k) + (co'2 + k'2) = 0, (799) 

i.e., ~-co2 + k2 - 2kk' + (co'2 + k'2) = 0 (800) 

and ‘ — 2kco + 2k'co = 0, (801) 

Therefore, k = k' (802) 

CO - co'. (803) 

In a similar manner, by equating the second factor to zero, 

k = k" (804) 

CO - co". (805) 

It appears, therefore, that any current 

ii = cos (cot + i^i) (806) 

flowing in the first circuit wiU satisfy the necessary condition for 
a free oscillation, provided k = k' and co — co', or provided 
k — k" and co = co", where k' and co' and k" and co" are the roots 
of the fourth-power Eq. (797). Moreover, since the sum of the 
back e.m.fs, due to either of these currents in the closed circuit 
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is zero, the sum of the back e.m.fs. due to both the currents 
flowing simultaneously will also be zero. The most general 
solution for ii is, therefore, the sum of two currents of frequencies 
cj' and co" with corresponding damping factors k' and k", i.e., 
u = COS (co't + ^lO + COS (co"t + ^i") (807) 

= 1/ ■ V + I," • V. (808) 


Further considering Eq. (789), 

' j_ *1 ' — 0“ H~ 2ki(a?^j — kp H~ + kr) 

^ - M (^'j - k') 


(809) 


is the relation between Ii' and I 2 ' and, similarly, 


a" + jb" = 


Li (co",i - k") = + 2k,(w"j - k'O + (o^r+kr-) 

M (co"j - k") 


(810) 


is the relation between I/' and I 2 ", so that the currents in the 
second circuit arc given by 


i. = (a' + jb')I/ • V + (a" + jb")I" • v (811) 


or, in scalar form, 

i.. = r'l/e-'"' cos (to't + V'l' H- O') + r"I/'e-''"‘ 

cos («"t + 4'” + 0"), (812) 

Avhere a' + jb' = (813) 

and a" + jb" = r"ei'''’. (814) 


For the complete expression of the general solution in terms 
of the electrical constants of the circuits it would be necessary 
to solve the fourth-power Eq. (797). The solution of this 
equation is, however, a matter of considerable difficulty, and is 
beyond the scope of this book. For the full discussion of the 
general case the reader is referred to “Electric Oscillations and 
Electric Waves,” by G. W. Pierce. There are, however, certain 
special cases which yield a comparatively siinjilc solution. 

2. Special Cases. — (a) Circuits of Negligible Damping. — If 
ki = ks = 0, Eq. (797) becomes 


i.e., 

or 


(—0)2 C0l^)(— CO^ ■+■ 032^) — = 0, 

(W= - Wl2)(w“ - C02=) - pW = 0 

„4 _ “'1± ^ = 0 . 


+ -o 

1 — 1 


Therefore, 

, (coi^ -b £02^) ± V(c^' + W2^j^- 
“ 2(1 -M^) 


(815) 

(816) 

(817) 

(818) 
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z,e.j 


/o _ (cor ~h ^2^) 4" ^2")^ 4(1 — At“)(^rco20 

' “ ^ ■ 2(1 ~ 


and 


rro „ (^l“ + “V (tOl^ + — 4(1 — /^-)c0i“C02^ 

2(1 

Also, from Eq. (809) 


Therefore, b 

and a 

Similarly, from Eq. (809) 


a = 


Li - 

/O 1 9 

■cj - + cor 

M 

/•> 

— CO “ 

Li 

/ 9 9 

CO “ — COi" 

M 

co'“ 

0 


Li 

co'2 _ 

M 


0 


Li 

co"2 -COI^ 

M 


)0), 


0 


M 

co"2 

U 

Co"2 _ 


(819) 

(820) ‘ 

(821) 

(822) 

(823) 

(824) 

(825) 

(826) 

(827) 

(828) 


It appears, therefore, that, when the damping of the circuits is 
negligible, each oscillation in the first circuit is either in phase or 
in antiphase mth the corresponding oscillation in the second 
circuit. To discriminate between these possibilities, the rela- 
tive magnitudes of the four quantities co', coi, co", co 2 must be 
considered, remembering that the limits of /x are 0 and 1. 

For co' and coi there is no difiSculty, since Eq. (819) shows that 
the lower limit of co' is when p = 0, and that the upper limit 
is CO when = 1. Therefore cj' is either equal to or greater 
than coi, so that a' is either zero or negative. The two oscilla- 

tions of frequency ^ are thus always in antiphase with each other. 

Considering the oscillations of frequency however, it is 

found that, while the limit of w'' when /x = 0 is a> 2 , the other limit 
corresponding to /x = 1 appears to be indeterminate. The limit 
must, therefore, be found by the usual method of differentiating 
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the top and the bottom of the expression for w", i.e., Eq. (820) 
and then inserting the limiting value of iXj i.e.j 

It’O)'^^ It ^ ^ 

At = 1 At = 1 VCtOi^ + c 02 -)“ - 4(1 - At")coi 2 a )22 


‘ A . 


(830) 




COi^ -|- 0 ^ 2 ^ 

Thus the limiting value of cj" is less than co 2 • Therefore w" 
is always either equal to or less than 0 : 2 . ■ It follows from Eq. 
(828) that a" is either infinite or positive. The oscillations of 
this frequency are, therefore, always in phase. 

(b) Isochronous Circuits of Negligible Damping. — If in, addi- 


tion to the condition 

ki = ka = 0 , 

(831) 

it is true that 

Pi = Pj = Po, 

(832) 

which also implies 

Ci)i = 0)2 = OJQ, 

(833) 

then from Eq. (818) 

9 0 ) 0 ^ ± fiCOQ- 

1 - 

(834) 

• 

• . w '2 = -A— 0 , 0 ^ 

1 — fJ, 

(835) 

and 

0 ,"^ = OIO^. 

1 + M 

(836) 

Further, a and b have the values 


a' = 


(837) 

a" = 

-H--' -VI '=" = »■ 

(838) 


As in the previous case, therefore, the oscillations of frequency 
^ are always in antiphase and those of frequency are always 
in phase with each other. 

(c) Isochronous Circuits of Equal Damping. — This is another 
interesting special case. The conditions are 

ki = k 2 = ko (839) 

Pi == P2 = Po (840) 

coi == oj? = coo- (841) 

Inserting these in Eq. (797), 

(1 ± M)(coj - k)2 + 2ko(coj - k) + (oio^ +ko2) - 0 (842) 

(1 ± m)(-“ 0)2 + k2) -- 2kko + ( 0 ) 0 ^ + ko^) = 0 (843) 

(1 i: )Lt)2a)k 2a)ko = 0. 


and 
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Therefore, 

1 ko 

~ (1 ±m) 

(844) 

and (1 ± m)( 

— 0)2 -)-k2) — 2k2(l i /i) -j- (o)o2 “k ko2) = 0, 

(845) 

i.e., 

^0^ + ko2 = (1 + m)(w- + k2). 

(846) 

It is interesting to note that if 



(o)2 -k k2) = p2 

(847) 

then 

p2 = .._P"!_, 

P (1 ± m) 

(848) 

i,e.j 

^ (1 - m) 

(849) 


P"2 = po' , 

(1 + m) 

(850) 


which can be compared with the corresponding result for co' 
and w" in terms of coo in isochronous circuits of negligible damp- 
ing. The results are^ however, more conveniently stated in the 
form 


k' = 


= 


ko 


(1 -m) 


ko 


(1 + /i) 

Po^ 

(1 — m) 

Po- 

(1 + m) 


ko^ 


ko^ 


(851) 

(852) 

(853) 

(854) 


For the determination of a and b 


. I _ ki (ojj — k)^ -t- 2ko (ojj — k) -H (wo'-* + ko“) /oirc;\ 
a + Jb - - (coj - k)'^“~ 

Operating on the numerator and the denominator with (coj -|- k) 
and putting 0)2 -1- k^ = p^, coo^ -f- == p|, 2 ^ 

(a + jb) = -IillPlllj^P>j-+|L+ + k)l? (850) 


a = — — ^ 1 — — - 1 - — fk^ — 0)21 
Li 


(867) 

(858) 


and b = ^ 2koO) — p- 2ko) y 

Substituting in these expressions the values of p and k in terms 
of po and ko derived from Eqs. (851) to (854) 
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— Lif . 2ku“ , (1 + /i) 

M L-^ p2(l + ;u) '^ p2 


1 kir 1 ko'-* ] "I 

(859) 

_ -Li/ p„2\ 

M V p“ / 

(SCO) 

- M (! + /*)} 

(861) 


(862) 


(863) 

AlsOj — 21c(l “h — (1 “h 

(864) 

= 0 

(865) 

0 

II 

II 

(866) 


Thus, the interesting result is that the ratios of the correspond- 
ing oscillations in the two circuits are the same whether the 
damping is negligible or not, provided the damping is the same 
in the two circuits. 

3. The AviplUiide and the Phase of the Oscillations . — As in the 
free oscillation of a single oscillatory circuit, the amplitudes and 
the phases of the oscillations under consideration will depend on 
the nature of the disturbances which give rise to them. There 
are, in general, four unknown constants to be determined, 
1', I", t/'', and t/'". Four boundary conditions will, therefore, be 
required, the substitution of which in the general solution will 
give four equations to be solved simultaneously. In the general 
case this is a quite straightforward but rather lengthy process. 
The method will, therefore, be illustrated by the analysis of the 
simpler special case of isochronous circuits of equal damping, the 
condensers of which are charged to potentials Vi and V 2 by means 
of some source of continuous potential in scries with the circuits, 
which sources are removed instantaneously or short-circuited 
at the instant t = 0. 

The boundary conditions in this case will, therefore, be 


it = 0 

when t = 0 

(867) 

i2 = 0 

when t = 0 

(868) 

Gol = Vi 

when t = 0 

(869) 

ec2 = V2 

when t = 0 

(870) 
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Cci and ec 2 being the potential differences across the condensers 
Cl and Co respectively. 

Stating the general solution in the form 



i: = (I'+n-v 

(871) 


i 2 = {(a' + jbOr + (a" +Jb")I"}- V 

(872) 

where 



r • V = cos (oj't + iff') 

(873) 


1" . V = cos (w't + iP") 

(874) 

the results 

1 for the special case under consideration are 



y - ko 

(1 - m) 

(875) 


k" — 

(1 + m ) 

(876) 


p/2 = PO® 

(1 — m ) 

(877) 


_ Po" 

^ (1 + ;-) 

(878) 


where 


Po' = C0o2 + ko2, (879) 

The general solution, therefore, takes the form 

11 = (r + I") • V (880) 

12 = a' (I' - I") ■ V. (881) 

For Cci the form is 

^ ~ IciCco'J - kO + Ci(co"j - k") } • ” 

1 Cip'2 ^ ^ Cip"2 I • (883) 

^ jl") ■ n (884) 

since 

p'2 - p»2 - (885) 

Similarly, ec 2 is given by 

At the instant t = 0, 


I' • V = r cos 4^' (887) 

F • V = t" cos V'" (888) 

jr • V = — 1' sin (889) 

jl" • v = -1" sin iff". (890) 
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Inserting the first two boundary conditions in Eqs. (871) and 
(872), 

r cos i/'' + 1" cos == 0 (891) 

a'(I' cos — I" cos = 0. (892) 

Therefore, I' cos = 1" cos = 0. (893) 

Inserting this result and the second two boundary conditions 
in Eqs. (884) and (886), 

~ I' sin \P' + ^1" sin if-" = -CjVi (894) 

Ir ir 

~1' sin sin = -C 2 V 2 . (895) 

Therefore, 1 ' sin = — -^^CiVi + ~r^) (896) 

r. sin r - -^;(o,v. - %?)• (897) 

The complete solution, therefore, takes the form 

i = P-,(CiVi + — sin co't + 

CO \ a / 


^'(CiVi - sin a)"t (898) 

~C(CiVi - -k"* sin co"t, (899) 


where, repeating the abbreviations for convenience, 


a' 

= — 






Po" 


ko^* 


(1 

-m) 

(1 

-)U)^ 



po! 


ko* 

(1 

+ m) 

(1 

4-m)‘^ 

n'2 


Po^ 




(1 

-m) 



p"2 

“ (T 

p?!__ 

+ 



k' 

“ (1 

ko 

■- m) 



k" 

“a 

ko 




(900) 

(901) 

(902) 

(903) 

(904) 

(905) . 


( 906 ) 
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where 

, 1 1 

P" LiCi L 2 C 2 

(907) 


1 Ri R-2 

^ 2Li 2 L 2 

(90S) 

and 

, R'P 
^ " LxL;' 

(909) 


(a) The Conditions for Oscillations of One Frequency Only. — 
In each circuit the amplitude of the oscillation of the higher 
frequency, corresponding to co', is proportional to 


CiVi - Ca 

Similarly, the amplitude of the lower-frequency oscillation is 
proportional to 

CiVl + C2V.2^lf'- 

Now vi and V2 may be of the same or of opposite signs. It should 
be noted that the sign convention implied throughout the whole 
of this analysis is that currents of the same sign will produce 
magnetic fluxes of the same direction in the two inductances. 
It is for this reason that the oscillations which are in phase with 
each other correspond to the lower frequency. The potentials V] 
and V2 will be reckoned to be of the same or of opposite sign in 
accordance with this same convention. If they are of the same 
sign, then clearly the amplitude of the higher frequenc}^ oscilla- 
tion may be reduced to zero b}^ making 

CiVi = (910) 

This condition is equivalent to 

VL^C; ■ a/^Vi = • v'^Va (911) 

or CiVi“ = C2V2“. (912) 

Thus, if the condensers are charged in the same direction with 
equal quantities of energy, only one oscillation will be produced, 
that having the lower frequency. 

Similarly, if the condensers are charged in opposite directions 
with the same amount of energy, 

CiVi C2V2'^^^ = 0 

and only the higher-frequency oscillation will result. 



( 913 ) 
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Q)) An interesting clj'^namical analogy of the electrical system 
under consideration is the well-known case of the sympathetic 
pendulums, illustrated in Fig. 67. 



a . a 

a* Springs 
b = Weights 

Ob Ob 

Fia. C7. 

If both pendulums are displaoGcl to the same extent in the same direct ifiii 
and then let go, they will continue t o swing in unison with a sitigle-eouslaul, 
frequency, their amplitudes diminishing together, owing to the dissipalive 
frictional forces of the system. This corresponds to the case in which tlic 
condensers of the electrical system are charged with equal quantises of 
energy in the same direction. If the peuduhims are displaced an eciual 
extent in opposite directions, they will continue to swing in aiiti])haH(^ wdlli 
each other with a single-constant frcciuoncy. Tliia corresponds to i lio casi^ 
in which the condensers are charged with opposite potentials. Morcovtu-, 
with the pendulums it will be found that the frequency in the second c.nso is 
higher than that in the first, which, again, is in agreement witli the electrical 
analogy. 

If, now, the pendulums arc displaced in cither the same or opposite direc- 
tions with unequal amplitudes, or if only one ponduluin is displaced, the 
succession of events will be quite different. It will be found tliat the swing 
of the pendulum which was given the larger displacement will gradually 
diminish, while the amplitude of tlie other pendulum gradually increaw's 
until tlic former is apparently stationary or at least is swinging witli a Himill 
amplitude, while the latter is swinging vigorously. Then tlio stationary 
one will comincneo to build up an oscillation, while the movement of 
the other dies down until the conditions of the two have been roverseil. ''I’he 
process will continue till both pondiilums have come to rest, owing to the 
mechanical decrements of the oscillations. 

It will be interesting to see if this process can lUso bo deducod from the 
equations of the electrical analogy. For this purpose il. will lio convenieni; 
to simplify llie expressions still fuithor by assuming the damping to bo 
negligible, in which case, since p' = w' and p" =3 w'', 

il = p'^CiVi sin p't 

+ p'^^CiVj -f sin p'T 


(914) 
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~ p'* 

“P'Y CiVi + sin p"t| (915) 

or,- in terms of po and m, 

= -^^fe 1 p"vfe 

• + P“Vi^ 1 ■ 

The oscillations of the first circuit can be written 

ii = A sin p't + B sin p"t (918) 

= A (sin p't -f-'sin p^'t) + (B — A) sin p"t (919) 

= 2A cos (p' - p") I sin (p' + p") | + (B - A) sin p"t. (920) 

Thus the oscillations can be considered to consist of a constant term (B — 
A) sin p"t, the amplitude of which will, in general, be small and will actually 
be zero if B = A, i.e., if V 2 = 0, together -with an oscillation of frequency 

n' + p'' 1 — p" 

^ the amplitude of which is 2 A cos - — ^ ^t, le., the amplitude 

P' — P" 

fluctuates between 2A and zero — n times a second. 

Jtt 

In a precisely similar manner the oscillations in the second circuit can be 
represented by 

i 2 — 2A sin 2 — - — t cos ^ t ~ (B ~ A) sin p"t, (921) 


which are seen to be of exactly the same character as those in the first circuit. 
Moreover, when the amplitude of the main oscillation is zero in the first 
circuit it is a maximum in the second, and vice versa. The behavior of the 
electrical system is, in fact, strictly analogous with that of the sympathetic 
pendulums. 

This phenomenon is well known in wireless stations transmitting damped 
wave trains. In these cases the aerial constitutes the second circuit, damped 
wave trains being generated in another circuit to which it is coupled induc- 
tively. If this coupling is made too close, energy surges backwards and 
forwards between the aerial and the generating circuit, and two wave lengths 
are transmitted by the aerial. It is for this reason that the quenched-spark 
system was introduced, "the object being to prevent the return of energy to 
the generating circuit from the aerial, at the same time making use of the 
advantages of a fairly close coupling. 
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EXAMPLES 

1. Draw the locus of the end of the vector representing the damped electric 
oscillation 

i == 10c cos TT t. 

2. A damped electric oscillation is represented by the vector 

I = 

rotating with constant angular velocity co. Find the ratio between the 
vectors representing the oscillation 

T 

(a) At any two instants separated by a time interval i.c., one-half of 
a period. 

{h) At any two instants separated by a time interval T. 

3. A damped electric oscillation 

i = 10” ^6“ cos loot amperes 

represented at the instant t ^ 0 by the vector 10” ^ v flows through : 

(а) A pure resistance of 10 ohms. 

(б) A pure inductance of 1 millihenry. 

(c) A pure capacity of 5 microfarads. 

Find the expressions for tlie back e.m.fs. produced across the conductors 
(1) in vector form, at the instant t =0, (2) in scalar form at time t. 

4. Express in scalar form the instantaneous value of the rate of change of 
energy associated with the three conductors specified in Example 3. 

6. An e.m.f. represented by 



is applied to the plates of a condenser of capacity C. 

(a) Find the scalar expression for the instantaneous value of the rate of 
change of energy associated with the condenser. 

(b) Show, by integration, that the total change of energy from t = 0 to 
t = “ is zero. 

6. A closed circuit consists of a pure resistance of 10 ohms in series with a 
pure inductance of 5 millihenries in series with a pure capacity of 1,000 
micro-microfarads. A continuous potential difference of 10 volts is main- 
tained across the plates of the condenser. Find the complete scalar 
expression for the free oscillation which takes place when the source of 
continuous potential difference is suddenly removed. 


ANSWERS TO EXAMPLES 


2. (a) 

(b) 

3. (1) 


It 






It 

It+T 

(a) -lO” 


kT 


(b) 100.6 X 10 « 

(c) 


-0 



118 ALTERNATING CURRENTS AND TRANSIENTS 


4 . 


6 . 


(2) (a) cos loot. 

(b) 100.5 X cos (loot - 84° IS'). 

(c) 1.99£~^®‘ cos (loot + 84° 18'). 


(o) 


ft — 

(а) —5 X 10 € “ (1 — cos 200t) watts. 

(б) 5.025 X 10'‘®«~^“''{ .099 + cos (200t - 84° lS')}wiitts. 
(c) .995 X 10“'\“"°*( .099 + cos (200t + 84° IS') ) wafts. 


kCEo“ -2kt 
— 


I kCE()- — 2l;t o j. I coCEjr — i2ij, . ^ 

H ^ — e cos 2a)t H € sill 2cot. 


(6) Integration. 

CEu^r-k k2 

2 1 21c 2(co2 +k2) "^2(012 + k2) 

6. «"^°*'‘(cos 4.47 X lO't + .0021 sin 4.47 X ICt). 


= 0 . 



CHAPTER VII 


THE APPLICATION OF VECTOR ANALYSIS TO THE 

THEORY OF ALTERNATING CURRENTS OF IRREGU- 
LAR WAVE SHAPE 

64. Alternating Currents in Practice. — Up to this point only 
those alternating currents of constant amplitude have been 
considered which can be represented in scalar form by an equation 
of the type 

i = 1 cos (cot + 6) (922) 

and in vector form by a vector I of constant magnitude 1 rotating 
with uniform angular velocity co relative to a fixed unit vector 
of reference v. 

Alternating currents of this simple type are the ideal of alter- 
nating-current engineering, and modern practice tends more and 
more to their realization. It is, nevertheless, probably true 
that this ideal wave form is still the exception rather than the 
rule. Even where e.m.fs. of pure sine-wave form are obtained, 
certain conditions, for instance, inductive loads including 
magnetic circuits in iron, will result in a distorted wave form 
for the currents produced by them. 

For the theoretical discussion of alternating currents and 
potentials the wave forms of which differ appreciably from that 
of the simple isino curve, the methods already described will 
prove inadequate, and, in order to deal with such cases, it will be 
necessary to reconsider them in relation to the general type of 
alternating current represented in scalar form by an equation 
of the type 

i = f(t), (923) 

where f(t) is any finite and single-valued function of time of a 
periodic character, i.e., f(t) is such that for all values of t 

f(t) - f(t + T), (924) 

T being the period of the function. 

For the present discussion it will be preferable to restrict the 
analysis to currents which are truly alternating, in the sense that 

119 
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they contain no component which is not of a periodic character 
i.e., no constant component. This characteristic is expressed 
mathematically by the condition that the average value of the 
function over a period is zero, f.e., 


I 

T 



= 0 . 


(925) 


A typical example of such a function is illustrated graphicall}' 
in Fig. 68. 



Fig. 68. 

66. The Vectorial Representation of the General Type o: 
Alternating Current. — The simplifications introduced into th( 
theoretical discussion of alternating currents of pure sine-wav< 
form by the use of vectors depend largely on the simple characte] 
of the vectorial expressions involved. In dealing with alter 
Bating currents of general wave shape, this simplicity is no longe: 
available. It is, in fact, arguable whether the vectorial methoc 
has, in the general case, any great advantage over the ordinary 
scalar analysis. It is, however, at least as effective as the latter 
and for the student who has familiarized himself -with the vec 
torial method it will have the advantage of bringing the genera 
case into line with the simple special case of the pure sine wave 
It has, moreover, the great advantage of compactness, a charac 
teristic which will prove of considerable value in the discussioi 
of polyphase systems of general wave form. 

The vectorial representation of alternating currents of genera 
wave form depends on Fourier^s theorem, which, so far as th' 
present subject is concerned, states that any periodic functioi 
of the type described in Par. 64 can be expressed as the sum of a] 
infinite series of simple cosine terms as shown in Eq. (926). 
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i = f(t) = cos (a>t + di) + I 2 cos (2cot. + 0") + 

1;) cos (3wt + On) 

+ ... + h COS (na)t + du) + 

. . . etc., etc. ad inf. (020) 


where 


II = 03 

= Xln COS (nwt + ^n) 
11 = 1 


27r 



(927) 

(028) 


In the above, In cos (noit + 6^) is known as the harmonic, 
1 being its amplitude and 6^ its phase at the instant t = 0. 

The first term ti cos (cot + ^ 1 ) is known as the fundamental. 
Each of the individual members of the above series can be 
regarded as an alternating current of pure sine-wave form, and 
can, therefore, be represented by a rotating vector I,i of constant 
magnitude In and uniform angular velocity nco, making an angle 
On with the unit vector v at the instant t = 0, i.e., 

iji = In * V = In cos (ncot + (9,,) (029) 

so that Eq. (926) may be written : 

11 = 00 

i == ^ i„ = II • V + In . V + Is . V + . - . + In • V + 

11 = 1 

. . . etc., etc. ad inf. (930) 

= (II + Is + In + • ■ ■ + In + • • ■ etc. ad inf.) - v 

(931) 

I . V (932) 

n sa. 03 

where I == X (033) 

n =1 


Thus the alternating current of instantaneous value i can be 
represented as the scalar product with v of the vector I defined 
in accordance with Eqs. (929) to (933). 

It is clear that the vector I so defined will not in general bo 
uniform in angular velocity nor constant in magnitude. Its 
magnitude and velocity will, however, be periodic functions of 
time, so that it can be described as a periodic vector. 

F our 167 '’ s theorem has thus a vectorial foi'm of expression ^ in which the 
pei'iodic vector I is represented as the sum of an infinite number of 
rotating vectors of co7istant magnitude and uniform angular velocity, 
66. Vectorial Expression for the Magnitudes of the Harmon- 
ics. — ^Let Vn be a unit vector coincident with v at the instant t *= 
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0, and rotating with uniform angular velocity nco, n being any 
positive integer. Then, if Ini be tbe vector representing the 
harmonic of I, 

Im ■ Vn = Im COS { (m — n)wt + l9ni} (934) 

and, since (m ~ ii) is a whole number, 

cos {(m ~ n)ajt + ^^mjdt. (935) 

= 0. 

On the other hand, for the vector In, 

In • Vn = In COS 6 ^, (936) 

therefore ^ / (In ■ va)dt = In cos (937) 

Considering now the equation 

1= ifln, (938) 

n = 1 

the result of taking the scalar product of both sides with Vn is 

1 = CD 

X In) ■ '’nJ 



(Im • Vn)dt 




therefore, (I ■ v„)dt = ^ • v„dt (939) 

= In cos 0n, 

since, as shown above, the whole of the remaining terms vanish. 
Similarly, by taking the scalar product with jvn, 

(I-jvn)dt = In sin 0n. (940) 

From the two equations 

In cos 0n = (I • V„)dt (941) 

InSin^n = (I-jvn)dt ’ ( 942 ) 

it is, of course, a simple matter to determine both In and ^n; 
to determine the vector In completely. 


It is of interest to compare the foregoing expressions with the correspond- 
ing results in scalar terms, i.e., with the well-known equaiions: 


2 /'i’ 

In cos da ~ ^(t) COS nwt dt 

(943] 

In sin = ip J q f(t) sin nwt dt.. 

(9441 
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If I l)e of 

also 

Now, since 

magnitude I and Slope Q 

f(t) = \ ' V =1 COS d 

I ■ vn = I cos {0 — nut) 

= 1 cos d COS ncot -f- 1 sill 6 sin ncot. 

I • V = t cos d 

(945) 

(946) 

(947) 

(948) 


n = 00 

= Sin- 
11 = 1 

(949) 

then 

n = CO 

= Jn coa (llwl. H- fln), 

n = l 

t sill 6 = I ■ jv. 

(950) 

Therefore, 

1 sin 0 = ^ (In jv) 

11 =1 

(951) 


11 = DO 

= 2) In sin (ncot -f On), 

(952) 

so that 

11 = 1 

(I ■ vn)dt = r (^ ^ na3t)clt 

rjo i Jo 



1 

+ tt; 1 (1 0 sin iiwt)clt 

i JO 

(953) 


= ~ ^ 1 2) ^lO 1 ncjt dt 



■+* 1 Jn sin (ncot -\- Onl 1 sill ncot dt. 

(954) 

Now it i.s 

easy to verify that 



Vo [ ) 



= ,1, / ^ *fn sin (ncot + ^?n) 1 sin ncot dt. 

Vo [ ,,^1 J 

(965) 


Therefore, finally, 

(I • vn)(lt ^ <Y j (95(5) 

i u « 1 

1 r(t) ) cos ntot (It, (957) 

so that the expression for In cos On in vectorial terms is proved to be identical 
with its usual form of expression in scalar terms. 




67. General Alternating Currents Containing Odd Harmonics 
Only. — In a half a period the vector Ii which represents the 
fundamental will rotate through 180°. Similarly, the vector 
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which represents the harmonic will in the same time rotate 
through n times 180°, or iitt radians. In other words, if the 
harmonic be represented at the instant t by the vector I,i, it will 


be represented at the instant ^t + "g) hy the vector ( — 1)%. 


Thus, if 

I(t) == (li + I 3 4“ I 5 + etc.) "h (I 2 + I-i + In + etc.) (958) 
be the vector I at the instant t, at the instant (f' + 2 ) 

+ ~ "”(Ii + I 3 + In + etc.) + (I 2 + I-i + I() + etc.) (959) 

Therefore, 

I(fcj + = 2(12 + I'l + 1(1 + Irt + etc.). (9G0) 

If, therefore, the w^ave contains no even harmonics, 


and 

or, in scalar form, 


let) = -I(t+T) 

I(t) • V = ■ V 

f(t) - -f(t + 1 } 


(9G1) 

(962) 

(963) 


A function of this type is illustrated in Fig. 09. ‘ In practice, 
the majority of alternating currents are of this type, and contain 



only odd harmonics, since this is the type of wave produced by 
ordinary generators. Currents containing even harmonics as 
well are, however, occasionally met, as, for instance, in some cases 
of arc or valve generation. 
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68. The Application of Kirchhojff’s Laws to Vectors Repre- 
senting Alternating Currents and Potentials of General Wave 
Form. — It was shown in Par. 34 that Kirchhoff’s first and 
second laws could be applied to vectors representing alternating 
currents and potentials of pure sine-wave form. The proof given 
required only that the vectors correctly represented by their 
scalar products with the fixed unit vector of reference, v, the 
instantaneous values of the currents and potentials concerned. 
Since this condition is fulfilled by the vectors which represent 
alternating currents and potentials of general wave form, the 
same proof will apply, and will, therefore, not be restated here. 
In the present case, however, a further deduction can be made 
which will prove of considerable practical importance. 

Consider the case in which r conductors, numbered 1 to r 
for reference, meet at a point in a network, the currents in the 
conductors being represented by the vectors Icn, 1 ( 2 ), 1(a), etc., 
etc., up to I(r). 

Applying Kirchhoff’s first law to the point, 

1(1) + 1(2) + 1(3) + . . . + I(r) = 0. (9G4) 

Assuming each of these vectors to represent a current of general 
wave form, then 


n *» 


1(1) = 

(965) 

11= 1 

n = 00 

1(2) — 2) ^(2)11 

(966) 

n-1 

11=3 00 

1(3) == ^I(3)u 

(967) 


n «1 

etc., etc. 


Equation (964) can, therefore, be written 

n=»oo n«"<» nsnoo 

n«l n«l ii«l 

Now let 

== I(nn + I(2)n + I(31n + • • ■ + I(r)n) (969) 

no) 

I(8}n is the sum of all the currents of frequency i.e., of 
all the n‘^ harmonics of the various currents. 
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Equation (964) becomes 

I(s)l + I(s)2 + I(a)3 + . ■ . + I(g)n + • • • = 2) I(s)ii 

- 0. (971) 

Taking the scalar product of Eq, (970) with v,i, where 
is a unit vector coincident with v at the instant t = 0, and rotat- 
ing with uniform angular velocity nto, then 

1(5)1 * Vn + 1(3)2 ■ Vn + I(s)3 ' + • • . 

+ I(B)n • V, + . . . = 0. (972) 

Therefore, 

(I(s)l * Vn)dt + (I(s)2 ' Vn)dt + (T(a)3 ‘ Vn)dt . . . 

^^"(Ics)n ■v„)clt+ ... = 0. (973) 


But, as shown in Par. 67, the whole of the above integrals vanish 

1 P 

separately except = I * Vn)dt. If 

I Jo 


^(s)n ' ^ ^(s)n cos (llojt -f" 0(g)n) 

(974) 

then for this integral 


« 1 

(^(s)n * '’n)dt = I(3)n COS 

(975) 

Therefore, since the whole series equals zero, and all the integrals 
vanish separately except this one. 

i(s)n cos ^(s)n d. 

(976) 

Similarly, by taking the scalar product with j Vn 
that 

it can bo shown 

^(s)ii si^ ^(8)n ” 0. 

l(3)n = 0 

(977) 

(978) 

and ^(s)n is indeterminate. Therefore, 


I(a)n “ 0. 

(979) 


Since n is any positive integer, this result holds for all values of n, 
i.e.j for all the harmonics. Thus, if 

I(s)l + 1(8)2 + I(,s)3 + . . - + I(s)n + • . . == 0, (980) 

then I(s)i = I(a )2 = I(g )3 =...=■ = 0. (981) 
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In other words, if 

1 ( 1 ) + 1 ( 2 ) + 1 (a) + ■ ■ . + I(r) 

u = 03 n = OO 11 = 03 

11 = 1 n = 1 11 = 1 

= 0. (983) 

Then I(i)n + Ia>)n + I(3)u + . . . + I(r)ii = 0 (984) 

for all values of n. 


Thus Kirchhoffs first law can he applied not only to the total 
currents Id), 1(2), 1(a), eic., hut it also applies to each group of currents 
of the same frequency considered separately. 

By a process exactly similar to the above it can be shown that 
the same result holds good for Kirchhoff's second law. 

It appears^ therefore^ that in networks carrying alternating 
currents of general loave form each harmonic behaves as if it were 
entirely alone and can he considered separately. The total results 
can then he obtained by the summation of all the separate harmonics. 

69. General Wave Form Impedances. — 1. Considering the 
circuit shown in Fig. 29 and using the same notation as in Par. 35: 



E + E(n) = 0. 

(985) 

Therefore, from Par. 68 



En + E(h),i = 0 

(986) 

and, since 

11 

1 

(987) 

then 

E„ = lll„. 

(988) 

Therefore, 

E = RI 

(989) 

or 

1 = ®- 
^ 11 

(990) 


For a pure resistance, therefore, the current vector is a simple 
multiple times the potential vector and is, therefore, of the 

same character. In other words, the current can be expressed 
in terms of the c.m.f. taken as a whole, and is of the same wave 
form. 

2. Inductance — to Fig. 31, 

E(ri) + E(L)n — 0 
E(L)n = -jncoLIn, 

E„ = jnwLIn- 


and, since 
then 


(991) 

(992) 

(993) 
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Therefore, 

la = .L E.. 

jncoL 

(994) 

and 

11= CO 

Tl=l 

(995) 


In this case, therefore, I and E will not Ijc of the isanio wave 
shape, and I cannot be expressed as the result of any simple 
operation on E. It should be noted that 


In En 1 E,i 

Ii jna;L Ei n Ei 


(096) 


Thus the ratio between the nth harmonic of the current and 

the fundamental is only of the ratio of the correspoiiding 

terms of the e.m.f., i.e., the wave form of the current will be much 
less distorted than that of the e.m.f. 

3. Capacity . — Referring to Fig. 33, it can be shown, in a similar 
manner to the above, that 


I 


n*= 00 

11 = 1 


(997) 


and, as in the case of the inductance, the current cannot 
be expressed in terms of E. 

It should be noted for comparison with the inductive circuit 
of Fig. 31 that 


In jnwC Ell Eu 

Ti "" eT “ ^ El’ 


(998) 


so that the ratio of the nth harmonic of the current to the funda- 
mental is n times that of the corresponding terms of the e.m.f. 
In other words, the current through a capacity load will bo of 
much more distorted wave form than the e.m.f. 

4. General Impedance . — In general, for the circuit shown in 
Fig. 70, in which z is an impedance whose value at a frequency 
nco 

i-e.j at the frequency of the nth harmonic, is (Rn + jX^). 




Taking as an example 
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X 

.1 = coL — 

1 

f'A 

(1000) 




doU 



X 

.11 = iicjL “ 



nwC 

(1001) 

if for the 

nth harmonic 





ncoL 

1 

na;C ^ 

0, 

(1002) 

i,e., 


do^LC - 

1 

- » 

(1003) 




n- 

then 




(1004) 

and 


In = 

E„ 

Kn‘ 

(1005) 


If Rn is small; this harmonic may reach a considerable value. 
In alternating currents of general wave form there is always the 
possibility that one or more of the harmonics may be magnified 
by resonance in this way. 

70. Power Equations with the General Wave Form. — Con- 
sider the case illustrated in Fig. 70, where z is a general impedance 



Fio. 70. 


of the type (Rn + jX), its value corresponding to the frequency 
^bemg(R„+jX„). If 

n>* 00 n 

i = X ~ + ^n) (lOOG) 

n “ 1 u “ 1 

» 00 n ™ 00 

V = X ~ X (1007) 

n * 1 II » 1 

be respectively the current flowing through the impedance and 
the fall of potential across its terminals, the instantaneous rate 
of energy consumption in the impedance is 
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p = IV 


■ II = OJ 

cos (ncot + 6n) 


~ ^ ^ 2 ” + Sm) COS (ncot + 4>i\)i 


n = l 


( 1008 ) 

(1009) 

( 1010 ) 


the summation including eveiy possible combination of +ve 
integral values of m and 11 . 

p = cos j (m - n)a)t + (Om - flf>n) (1011) 

_|_ I (m + n)cot + (5,„ + ^n) | • (1012) 

The first of these summations can be put in the form 
cos {(m - n)cot + (0„, - <^.n)} = 

= —■ (1014) 


Comparing Eq. (1011) with the general expression for the product 
of two scalar prodvicts given in Par. 32, it is scon that the 
second summation must be the instantaneous value of W ■ v, 

I V 

W being a vector of magnitude making with v an angle 
equal to the sum of the angles made by I and V with v, i.e., 
p = ?-^ + W • V, (1015) 


where, by reference to Eq. (1011), W is seen to be a periodic 
vector containing no constant term, no fundamental term, and, 
in general, all the harmonics from the second onwards. 

In the more usual practical case in which I and V contain odd 
harmonics only, W wiU only contain harmonics of order 2, 4, 6, 8, 
etc., etc. 


Alean P ower . — For the mean value of the power over a period, 

P = dt = ■ v)dt (1016) 

and, since W has no constant component, 


The expression for the mean power is, therefore, essentially 
the same as that which applies to pure sine-wave currents and 
potentials. For the mean value of I • V 
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I-V= 2 I- • V., + ■ V„, (1018) 

n =1 

the second summation including all possible combinations of 
+ ve integral values of m and n except m = n. For a typical 
term of this second summation, 

Im • V„ = 1„V„ COS (m - n)6;t + - 4>„). (1019) 

Since (m — n) is a whole number, the mean value of • Vn over 
a period is zero. Of the first summation, however, every term is 
a constant, for 

I.. • Vj, = lnV„ COS (0„ - :^.„). (1020) 

Thus, the mean value of the first summation of Eq. (1018) is 

n = CO 

2 I„ • V,„ so that 

n = 1 

tl == CO 

P = I X • Vn- (1021) 

11 =1 

This is in accordance with the conclusion reached in Par. 08, 
namely, that in considering alternating currents and potentials 
of general loave form each harmofiic can be taken separately and 
the total result obtained by the simwiation of the separate results 
for the individual harmonics. 

For the relation between the above expression and the value 


of the impedance 


< 

II 

w 

(1022) 

Therefore, 


p = - In) 

n “1 

(1023) 

n « CO 

= I X • I" 

n wl 

(1024) 

Q m CO 

= h X 

n -1 

(1025) 

= iX KV. 

(1026) 

Q SBB 

[f Rn is const., and of magnitude R, then, putting 


In == root-mean-square value of in 

(1027) 

1. 


11 

(1028) 


lx n «> 

p - eXv- 

n *1 


( 1029 ) 
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Expressing the same result in terms of V, 


11—00 


2 .^J Zn 

n == 1 

(1030) 

n = CO 

_ 1 R-n ^ 

~ 2 + 
n = 1 

(1031) 

n = 00 

_ 1 R„ 2 

n = 1 

(1032) 

n = 00 

Rn -r 7 " o 

“ .Ziiv+x„= 

n = 1 

(1033) 

where is the root-mean-square value of v^^, 

the nth harmonic 


of V. 

It should be noted that the quantities involved in the above two 
expressions for the mean power in terms of the impedance are 

n = CO n = oo 

^ In- and 2) respectively, and that these are quite inde- 

n ~ 1 n = 1 

pendent of the phase relationships between the harmonics and the 
fundamental. Thus, as far as the power consumed in the imped- 

n = 00 

ance z is concerned, the two currents ^ cos (ncot + ^n) 

n = 1 

n =i 00 

^ In cos ncot are identical. 

n = 1 

71, The Root-mean-square Value of Alternating Currents and 
Potentials of General Wave Form. — In the majority of the 
practical applications of alternating currents and potentials, 
the important quantity is the mean value of the square of the 
current or the potential over a period. 

Putting i = I • V, (1034) 

then 12 = (I- v)(I- v) (1035) 

and, as shown in Par. 32, 

(I-v)(I-v) =?^ + W-V. (1036) 

It can be shown exactly as in the preceding paragraph that 
W is a periodic vector containing no constant component, i.e.j 
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its mean value over a period is zero^ also that the mean value of 
the remainder of the expression is 

n = oti n = CO 

ti = 1 n = 1 


11—03 

= S I"' (1038) 

n = I 


►vhere is the root-mean-sqiiare value of the nth harmonic. 

Thus, putting I for the square root of the mean value of i- over 
i period, 

11 = 0C1 

I- = X (1039) 

n = 1 


■e., 



(1040) 


In a similar manner it can be shown that V, the square root of 
he mean value of v over a period, is 



(1041) 


The quantities I and V are known as the root-mean-square 
alues of the alternating current and the potential respectively. 
5 u clear that they depend on the relative ^nagnitndes of the har~ 
\07iicSj and not on the phase relationships between them. These 
.’e quantities which are measured by ordinary alternating- 
irrent instruments, and these quantities are used to designate 
le value of the alternating currents and the potentials concerned. 
Referring to the preceding paragraph, it is seen that the mean 
)wer consumed in the impedance z can be expressed 

P = RP, (1042) 


being the root-mean-square value of the current. This is, 
course, identical with the expression that would apply to the 
,se of a continuous current of magnitude I flowing through the 
me total resistance. 

72. Power Factor. — Referring to Fig. 70, an alternating-current 
emeter connected in series with the impedance z would show a 
ading 

/n -CO 

I = 

■ J>=1 


(1043) 
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An alternating-current voltmeter connected across its terminals 
would show a reading 

(1044) 

.11=1 J 

A wattmeter connected in the usual way with its current coil 
in series with z and its potential winding across the terminals 
of z would indicate the mean value of the product of i and v, 
as shown in Par. 70, the average value of I * V. 

If i and v were of pure sine-wave form, then 


IV 

2 

(1045) 

iv , 

= — cos 6 

(1046) 

== IV cos dj 

(1047) 


I and V being the root-mean-square values of i and v. 

In this connection, cos S is termed the “power factor of the 
load z. It is, of com'se, the constant angle between the vectors I 
and V, the angular phase difference between i and v. 

In dealing with currents and potentials of general wave form, 
these simple relationships no longer hold. The angle between I 
and V is not a constant, but is itself a periodic function of time. 
For convenience, however, the same notation is retained in the 
general case, ix., 

p 

= power factor (1048) 


both for sine-wave forms and for the general wave form. It must 
be realized, however, that, whereas in the case of sine-wave forms, 

the power factor depends only on the load ^since tan -t) ,in 

the general case it depends not only on the load but also on the 
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5ut 



1 

v„ 

\R 


c.. 


^ w 

+ x„= 




^ 11 =a ou \r 

^ R- + X„- 

'herefoi‘ 0 , 

Power factor 

= R| 

11=1 

II = 00 




Xv.-- 


n=i 


(1053) 

(1054) 

(1055) 


) that the power factor depends not only on R and X but also 
1 the relative inagnitiidos of the harmonics of v. It should be 
)ted, however, that it depends only on the relative magnitudes 
the harmonics, and not on the relative phases of the harmonics, 
is, moreover, independent of the absolute magnitude of v, 
ovided the harmonics are always of the same relative magnitude. 
73. The Identity and the Equivalence of Alternating Currents 
General Wave Form. — Two currents will be considered 


n ~ a> 

i= Si cos (nwt + 0) 

= CO 


i' = 1' cos (ncot + 0') 

u -1 

)respntc(l rosiioctivoly by the vccitors I and I' where 


(1056) 

(1057) 


I = 


Si. 


r= Xi'- 

n “1 


(1058) 

(1059) 


en if 


I = r 


(1060) 


every instant, the currents i and i' are equal in every respect, 
in magnitude, wave form, and phase. 

;et It be the vector I at the instant t. Then, if for all values 


It = lUrr (1061) 

re r is some positive number less than one, then i and i' are 
al in magnitude and in wave form, but there is a phase differ- 
3 of r of a period between them. 
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If 

l9^l' 

(1062) 

but 

T — T ' 

J-n — 

(1003) 

for all values of n, then, from Par. 71, 



1=1', 

(1064) 


i.e.j the currents i and [' are not of the same wave form, but their effective 
or root-inean-sqiiare values are the same. 

Similarly, for the inequalities of alternating- currents of general wave form, 
if 

I = kl' (1005) 

at every instant, tlien the currents i and i' are similar in wave form and 
phase, but i is k times i' in magnitude. 

Again, if It=krt_|_rT, (1066) 

the currents i and i' are similar in wave form, but i is k times i' in magni- 
tude, and r of a period ahead of it in phase. 

If I kr (1067) 

but In = kin' (1068) 

for all values of n, then I ~ kl' (1069) 

i.e.j the currents i and i' are dissimilar in wave form, but the effective or 
root-mean-square value of i is k times that of i'. 

Restating these conclusions in scalar form, we have, as the conditions for 
the complete equality of the currents i and i', are 



I — I ' 

■*-n — -In 

(1070) 


On - 

(1071) 

both of which 

are implied in the single vector equation above, 
n = 00 


Putting 

It' ■ V = ^ In' cos (ncot + On) 

n = 1 

n = 00 

(1072) 

then 

I't + rr ■ V = ^ In' COS {llco (t + rT) -f ^n'} 
n = 1 

(1073) 

and since 

2t 

CO = Y 

n = 00 

(1074) 


I^t + rr “ In' COS (ncot -f- llcorT On') 

n = 1 

n = GO 

(1076) 


n = 1 

n = eo 

(1076) 


= 2) In' • V 

n = 1 

n = CO 

(1077) 


= ^ In' ■ V 

(1078) 


n = 1 



where 


(1079) 
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Thus, the coudition for equalit.y of luagnitude and of wave form with a 
phase difference of r of a period is 


2) In = X 


which, in scalar terms, becomes 


2.C., 


In = In' 

^11 = Qn H" 

— 0i\ 

= const. = (A. 

n 


(1080) 

(1081) 

(10S2) 

(10S3) 


(In the oi lier hand, the condition for clfective or root-mean-sqiiare equality 
■without equality of wave form is 

t„ = In' (1084) 


0:i — Oi/ 

not const. 


(1085) 


It should be noted that onlj^ with currents of similar wave form is it possi- 
ble to assign a value for angular phase dilTerencc, and even in these cases 
tlie angle botwocu the two vectors is constant and equal to this angle. If 
the current represented by tiro vector I is described as having an angular 
phase difference <l> with respect to aiiother current represented by the vector 
I', tliis means that the angle hotwoon the vectors representing the nth har- 
monics of tlieso currents is n^. 

Ihirtlier, note should he taken of (ho ilistiuctiou between 

SB 00 n =B 00 


and 


In the first case there is an angular phase difference <{> between the currents i 
and i'. In tlic second case 


I = X 

= X 

(1086) 

11 = 1 

n =» 1 


11 = 00 

n =* 00 


I = X 

= 

(1087) 

11 «.l 

u »■ 1 




(1088) 


u 00 


i =» 2) 

(1089) 

n "» 1 

71 i» 

= 2) COS (nwt + On) 

(1090) 

11 « 1 

11 W CO 

i' = X ■ ” 

(1091) 

n “ 1 

11 « 00 

= X t/oos (llait + 9n + i), 

(1092) 


n *“ I 


which means that i and i' are equal in effective or root-mean-sauare value 
but are of different wave form. Also the angle between the vectors I and I' 
is constant and equal to \p. 
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EXAMPLES 


1. An e.m.f. represented by 


e = 100 cos lOOTTt + 10 cos (SOOTrt + 30°) -f 10 cos (SOOrt -h 60°) + 

5 cos (TOOttI 90°) volts 


== (El “I” Ea 4” Es "f- E?) ■ V 


acts in a circuit consisting of an inductance of 10 henries having a resist- 
ance of 5 ohms, in series with a pure capacitj'- of 0.0405 microfarads. 

(a) Express the current flowing in the circuit 

(1) In vector form in terms of Ei, Ea, Eg, and E. 

(2) In scalar form, 

(b) Compare the ratios of the amplitudes of the harmonics in the e.m.f. 
to ‘that of the fundamental, with the corresponding ratios for the 
current. 

2. Find the mean power consumed in the above circuit under the conditions 

specified. 

3. (a) A current represented by 

i = 100 cos lOOTrt + 20 cos (SOOvrt + 15°) 

20 cos (SOOTrt + 60°) + 10 cos (TOOvrt -h 10°) + cos OOOTTt 

amperes 


is flowing in a pure resistance of 25 ohms. Find the mean power con- 
sumed. 


4. 


(6) What Ls the mean power consumed if the resistance is not independ- 
ent of frequency, its magnitude at a frequency f being given by 


An e.m.f. represented by 
e = 100 cos lOOTt + 15 cos (SOOTrt + 30°) 

+ 20 cos (SOOTrt + 60°) + 10 cos (7007rt + 10°) volts 
supplies current to a circuit consisting of a resistance of 100 ohms in 
parallel with a pure inductance of 0.159 henries. Calculate: 

(a) The r.m.s. value of the e.m.f. 

(h) The r.m.s. value of the current. 

(c) The mean power consumed in the load. 

(d) The power factor. 


^90° 




ANSWERS TO EXAMPLES 


- j90° 


^90° 


6 ®' 10 , 800 ®^' 


i,560“‘ 16,700 

(2) i = 1.325 X 10-3 cos (lOOrt + 90°) 
+.6 X 10-3 cos (SOOirt + 120°) 

+2 cos (SOOTrt + 60°) 
f 4.625 X 10-* cos rOOTTt. 

I-. 1 *52. 

f-. I;!;. 1510.0 

|>..05,jl. 

El Ii 


. 349 . 


(&) 
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2 . Putting 

P = Pi -f- po -j- Pa -f P4 

Pi, P3 P7 are negligilile, being of the order of microwatts. 

P = Ps == 10 watts. 

3 . {a) 136.26 kilowatts. 

(6) 161.08 kilowatts. 

4 . (a) 73.3 volts. (Z;) 1.594 ampere.s. 

(c) 53.63 watts. (d) .46. 


139 



CHAPTER VIII 


SYMMETRICAL POLYPHASE SYSTEMS^ 

74. The Definition of a Symmetrical m-phase System 
E.M.Fs. — A series of m e.m.fs., equal in magnitude and in wa^ 
form, between successive members of which there exists a tin 

phase difference of of a period, is said to constitute a syn 

metrical m-phase system. 

Thus if 

n = oQ n = CO 

0 = COS (ncot + On) = X ^ 

n = 1 n = 1 

then 

n = 00 

Eci) = X 

n ==1 

n = 00 

Ec2) = X 

n =1 
n = 00 

Ec3) = X (1091 

n =1 

n = 03 

E(4) = X 
h=l 
n = 00 

E(m) = X (109i 

where n=i 

<t> =— (1091 

m 

are the successive members of a symmetrical m-phase syster 

Note. — In the above equations (1094 to 1098) the subscripts indicating t] 
number of the phase have been enclosed in brackets in order to distingui 
them from similar subscripts indicating harmonic order. In the foUowii 
paragraphs, in which pure sine waves only will be considered, these bracke 
will be omitted for the sake of simplicity. 

1 Bibliography, Nos. 9, 20, and 17. 
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76. The Symmetrical Three-phase System of Sine -wave 
E.M.Fs. — A full discussion of the general m-phase system defined 
as above would be of theoretical rather than of practical interest. 
Certain points of the general theory will be considered later in 
this chapter, but for the present, in view of the practical object 
of this book, it will be preferable to confine the discussion to the 
most important of the polyphase systems, namely, the three- 
phase system of which the constituent e.m.fs. can be considered 


to be approximately of sine-wave form. 

Putting e = cos cot = E * v, (1100) 

then Ej = E (1101) 

E, = (1102) 

. E, = 6'*^E = 6'-^'’°E (1103) 

will be the vectors which represent the e.m.fs. of a symmetrical 

three-phase system. 

In scalar form ci = Ei ■ v = £ cos cot (1104) 


e. = E2 • V = fi cos (cot -f 120°) (1105) 

es = E.s • V = £ cos (cot -h 240°). (1106) 

76. Graphical Representation of a Three-phase System. — 
The three vectors Ei, E2 and Eg can, obviously, be represented 
by three lines of equal magnitude inclined to each other at an 
angle of 120°, as shown in Fig. 71. 




77. The Sum of the E.M.Fs. of the Three-phase System. — 

Since the vectors Ei, E2, and Eg can be represented, as shown 
in Fig. 72, by the three sides on an equilateral triangle, 

El -|- Eo “h E3 — 0. (1107) 
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Alternatively, E: + E? + Eg = (14- + €^"'‘°°)E (1108) 

= { (1 + cos 120° + cos 240°) + j (sin 120° 
+ sin 240°) }E (1109) 

= 0, (nil) 

i.e., (1 + + e^-^°°) = 0 (1112) 

78. The Interconnection of Three-phase E.M.Fs. — In prac- 
tice, the e.m.fs. of a three-phase system are derived ultimately 


Lines 



Fig. 73. 

from the armature windings of a three-phase generator, though 
they may, of course, pass through various transformers or other 
apparatus before being utilized as a source of power. 

For reasons of economy in conductors polyphase systems are 
usually interconnected. For this purpose two main alternatives 



Fig. 74. 


are available, the choice between them depending on the practical 
conditions and requirements in any given case. 

The first is known as the “mesh” or “ring.” (or in the case of 
three-phase, “delta”) connection. The second is known as the 
“star” connection. These connections are filustrated in Figs. 
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73 and 74 respectively. The figures also show the sjanbols 
which will be used in the discussion of the two systems. In 
addition, the following symbols will be used. 

Ep = r.m.s. value of the phase e.m.f. 

El = r.m.s. value of the line e.m.f. 

79. Three-phase Operators. — In the discussion of three-phase 
systems certain operators will be of frequent occurrence. For 



convenience of reference, these are given below with their 


1 - 




J120“ _ ^-j240° __ ^-JG0° _ 1 1 ^ 

6 - € - "“2 ^ 2 

(1113) 

J240° _ ^-"jl20= _ J60° 1 

€ -€ - € ‘"2*' 2 

(1114) 

-jso'’ jiso“ ___ .1 

^ ^ ™ 2 *^2 

(1115) 

j30° j2l0° 1 .1 

2 *^2 

(1116) 

= 1 + - il 

) (1117) 

J120° _ — gj60 _ 1 ^ j '\/3 

2 2 

(1118) 


(1119) 

j60 -j60° _ 1 -VS 

^ 2 2 * 

(1120) 
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80. Star-connected Three-phase System. — One important 
difference between the two types of interconnection mentioned 
above is immediately obvious from a consideration of Fig. 74, 
With delta connecHoUj the e.m.j's. operating heiweeii the supply Imes 
are the terminal potential differences of the phases. With star 
connection, on the other hand, the line e.m.fs. are the differences 
between the terminal p.d.s. of successive phases, ix., 


Ei 2 = El — E2 

(1121) 

E23 = E2 — E3 

(1122) 

Esi = E3 — E]. 

(1123) 

It follows from this that 

Ei 2 H” ^23 d" Fgi = 0 

(1124) 

quite independently of 

El 4 “ E2 "b Eg == 0 . 

(1125) 

The line e.m.fs. can also be expressed 

Ei 2 = (1 - e''"“)Ei = V3e"'®‘^Ei 

(1126) 

E23 = (1 - = -v/36-'®°E2 

(1127) 

E 31 = (1 - = v^e-'^°E3 

(1128) 

Therefore, = VSEp. 

(1129) 




The above combinations are illustrated graphically in Figrs. 76 
and 77. 
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81. Delta-connected Three-phase System. — In this case 

E ,2 = El (1130) 

Eo 3 = Ea (1131) 

Esi = En. (1132) 

It should be noted that the phase windings constitute a closed 
circuit for the phase o.mis. in series. Since, however 

El + Ea + E 3 = 0, (1133) 


there is no resultant e.in.f. acting around this closed circuit. 

82. Three-phase Line Currents. — The symbols which will 
be used in the discussion of the line currents are shown in Figs. 



Fig. 7S. 


78 and 79. In addition, Ii, I 2, 13 will be used for the r.m.s. values 
of the line currents and I^ for the r.m.s. line current in balanced 
systems. 

Efficient voltage regulation will be assumed, i.e,j the line and 
phase e.m.fs. will be assumed to remain constant for all values 



Fig. 79 . 

of thiO line currents. This wiU greatly simplify the analysis 
without materially detracting from its value. 
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1. Star-connected Supply System. — This is illustrated in Fig. 79. 
There may or may not be a fourth or neutral line to the neutral 
point of the supply. If there is, by applying KirchhofTs first 
law to the neutral point, 

Ii + I-’ + I 3 + Iq = 0 (1134) 

01’ lo = — (Ii + I 2 + Is)- (1135) 

It will be convenient for many purposes to express the line 
currents in terms of the corresponding line or phase c.m.f. and 
an operator of the type re^^ or (a + jb). 

For this purpose the following symbols will be used; 


11 — ttiEi = a]2Ei2 (1136) 

1 2 = ^2^2 = ttoaEps (1137) 

1 3 == ttsEs = asiEsi (1138) 

also lo = aoEi (1139) 

where ai = = (gi + jsO (1140) 

(X 12 = e^’^^-ai2= (gi2 + jsi2) (1141) 

and similarly for the other a terms. 

The above operators are not, of course, independent for, since 

Ei2 = V3€"'^°Ei, (1142) 

= ai etc., etc. (1143) 

There is, moreover, a relation between the operators of either 
set, for, from Eq. (1134), 

aoEi + a]Ei + a2E2 + — 0.. (1144) 

Therefore, (ao + ai + e '^%2 + €^^^^a 3 )Ei = 0, (1145) 

= 0. (1146) 

It follows from this that, if there is no neutral line, 

a{ + €^^“^a2 + = 0 (1147) 

or, alternatively, 

ai2 + = 0. (1148) 

2. Delta-connected Supply. — ^In this case the line currents 
Ii> I 21 I 3 are the differences between the currents flowing in the 


successive phases of the supply. It follows from this (cf. Eqs. 
(1121) to (1124)) that 


Ii H“ I2 + I3 = 0. 


(1149) 
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There is, therefore, the relation between the line operators 

a\2 + = 0. (1150) 

83. Three-phase Loads. ^ — The loads to which three-phase 
systems of e.m.f. are applied can be interconnected in either 


Line 5 



Ftci. so. 


of the two ways already described. The two types of connection 
and the symbols which will be used in their discussion are illus- 




trated in Figs. 80 and 81. The loads z-lj z^j etc, are general 
impedances of the type 

Zi = Zie^^‘.= Ri + jXi 

2i2 == — Ri 2 + jXi2 

etc., etc. 


^Bibliography Nos. 9, 17. 


(1151) 

(1152) 
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It will be convenient in some cases to express these loads 
as admittances, in which case the following symbols will be 
employed : 

= III = = Gi H- jSi (1153) 

— == Vvi ~ yi2e~-'^‘- == Cti 2 + jSi2 (1154) 

Zl2 

etc., etc. 

It should be noted that the signs attributed to Vi, V 12 , etc., 
etc., the potential differences across the loads, are such that 


Ei 2 + Vio - 0 (1155) 

Ei 2 + V, -- V 2 = 0 (1156) 

etc., etc. 


In the discussion of the load equations it is immaterial whether 
the supply system be star- or delta-connected, except in so far 
as this concerns the possibility or otherwise of a fourth line. The 
line e.m.fs. being E12, E23, E31, then, if desired, use can be made of 
the symbols Ei, E 2 , E 3 , on the understanding that 


E, = 


V3 


etc., etc.; 


(1157) 


i.e,j if the supply system is a star-connected one, then Ei, E 2 , and 
Ea are the phase terminal potential differences. If not, then 
they are the phase terminal potential differences of the equivalent 
star-connected system. 

The first question in the discussion of three-phase loads is the 
relation between the line currents and the line e.m.fs., ^'.e., the 
expression of the line operators fli, a 12 , etc. in terms of the loads 
2 !], 2 i 2 , etc. This will be the subject of the following paragraphs. 

84. Three -line Star-connected Unbalanced Load. — This is 
illustrated in Fig. 81, the neutral line being disregarded. 

By the application of Kirchhoff's second law, 

Ei 2 = — Vi -f- V2 
E23 ~ — V2 + V3 
• E31 = -V3 + Vi. 


(1158) 

(1459) 

(1160) 
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The potentiiil differences of the system arc, therefore, as shown 
in Fig. 82, the potential of the neutral point of the load with 
respect to the real or assumed neutral point of the supply being 
represented by the vector Vq. 




Fia. 82 . 

For this vector Vn, 

Vi + E, + Vo = 0 

(1161) 

Vo + Eo + Vo = 0 

(1162) 

Vo + Eo + Vo = 0, 

(1163) 

whence, by addition. 

3(Vi + Vs, + Vo) + 3(Ei + E 2 + Eo) + 3Vo 

= 0. (1164) 

Therefore, Vo = — (Vi + V 2 + Vj). 

(1165) 

For the line currents in terms of the line e.m.fs. 

since Vi = — zJi 

(1166) 

< 

11 

1 

(1167) 

Va = — iSals 

(1168) 

therefore 2;jli - 21212 = E12 

(1169) 

Z2I2 — 23I3 = E23 

(1170) 

213I3 — = Esi. 

(1171) 


These three equations are not independent, however, for the 
third can be derived from the other two. For their solution, 
therefore, a fourth equation is required. This can be obtained 
by the application of KirchhofFs first law to the neutral point, 
whi^h gives 



Ii + I2 + I3 = 0. 


(1172) 
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The solution of the above equations by the ordinary algebraic 

methods will be found to be 

^ _ S3E12 — 22E31 

== 

S1E23 ~ ^3^1.2 

I2 ^ 

25 c 

, 2:2E31 - 2:iE23 

where Zo = Zi22 + 22Z3 + z^Zi. 


For the expi’ession of ai2, CI23, dii in terms of the loads Zi, 2®, 23, 
however, it is necessary to know Ii in terms of E12, 12 in terms of 
E23, and I3 in terms of E31. For this purpose 



E31 = 6'2"°E,2 = - d®"El2 

(1177) 


E.2 = 6-'^“E23 = - e''’“E23 

(1178) 


E23 = = - d“‘’E31. 

(1179) 

Therefore, 

^ 23 + 6j®“22 ^ 

ll = -1^12 

.2:c 

(1180) 


Zi 

I 2 = ^23 

Zc 

(1181) 


^ 22 + ej“2i ^ 

13= ^ ■C'SIJ 

Zq 

(1182) 

Le., 

23 + «i®'’22 

<Zl2 — 

25c 

(1183) 


2i + «j®023 

a23 = 

(1184) 


252 + €^^^251 

aai — 

Zc 

(1185) 

If it is 

desired to express the line operators 

in terms of the 


resistance and the reactance components of the loads, then 


2 e = { (Ri + jX 0 (R 2 + jXs) + (R2 + .1X2) (R3 + jXa) 

+ (Ra + jX3)(Ri+jX,)} (1186) 

= Re + jXe, 

where 

Rc = (R]R2 + R2R3 + R3R1) — (X1X2 X2X3 XaXi) 

(1187) 

and 

Xc = (RiX 2 + R 2 X 3 + R 3 X 1 ) + (X 1 R 2 + X 2 R 3 + X3R0. 

(1188) 


(1173) 

(1174) 

(1175) 

(1176) 
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al/ively, 2 c = (1189) 

zo- = + Xc^* (1190) 

1^0 = tan-i (1191) 

fly, 23 + €^®°Z2 = 23 + ^2 “1“ i (1192) 


3 + - Xs + j (Xa + ^X. + Ro (1193) 


^ " 4 “ "H (R2R3 “h X2X3) — \/ 3 (R 3 X 2 — R2X3) 
2X3 + Xo + V3R2 


tan ^12 “ 


2R3 + R2 - \/ 3 Xs 

ai2 = 




(1194) 

(1195) 

(1196) 


ilarly, for aas and aai. 

s:pressions involved are seen to be simple in character 
somewhat lengthy in form. In practice, graphical 
provide an easier way of obtaining the solution in any 
se. For this purpose it will be found more convenient 
with admittances rather than impedances. Dividing 
30), (1181), and (1182) by 2^12:22^3 and putting 

I =VI (1197) 

I- = y, (1198) 

I- = V, (1199) 

*8 

1/c = J/1 4- 2/2 + Vi, (1200) 


essions become 


0,12 = 

tt23 = 

Usi = 


yiy2 + 

yo 

yzys + 
yc 

ysy i + €jQQ^8^2 

y<^ 


( 1201 ) 

( 1202 ) 

(1203) 


raphical determination, based on the methods described 
9, ig illustrated in Fig. 83 for the values 


hi 


K’ 

} 
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y. = 

2/3 = 1 . 6 .'^^“. 



The corresponding values of yc and of the line operators were 
found by the graphical determination to be 

2/„ = 4.166'-^^°“' 



023 = .88e'®’-° 

03 , = .726^®®°"'. 


Special Cases . — 

-1. Non-reactive Loads. — If 



= Xo = Xs = 0, 

(1204) 

then 

Rc “ R 1 R 2 “h R2lts ”1” R 3 R 1 

(1205) 

and 

Xc = 0, 

(1206) 

i e., 

Zc = Rp 

(1207) 


d 

II 

0 

(1208) 

Further, 

z 3+ ^0^2 = R 3 + ^R2 + 

(1209) 

so that 

ki2“ = Ra” “h R 3 ® H” R 2 R 8 . 

(1210) 

Therefore, 

ai- = + Ra^ + R 2 R 3 

(1211) 

R 1 R 2 “h R 2 R 3 d" RaRi 

and 


(1212) 

2. Reactive Loads. — If 



II 

l( 

il 

0 

(1213) 
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then 

Ro — “"(XiXo -f* X2X3 + X3X1) or Xc = 0, 

(1214) 

so that 

Zc = — Rc 

(1215) 



(1216) 

Furtlicr 

2, 4. JUO , ; 

2 X 2 -h j(X3 -h ^X2) 

(1217) 

HO that 

= X3” -f- Xo" H- XsX-i 

(1218) 


-■ax.txTf 

(1210) 

The question of the position of the neutral point of the load 
in the potential-difference diagram is of practical interest. 

If Eqs. 

(IISO), (1181) and (1182) are divided by 2 : 12233 , then 

substituting admittances for impedances. 



T yiy-3 + ^ 

j/c 

(1220) 


T _ 2/2?ya + T,, 

±2 — ■*-''>.3 

mfc 

(1221) 


T i/syi + 6j°“2/32/2 TT 

I 3 ■— 

(1222) 

where 

Vo — ?yi + 2/2 + 2/3- 

(1223) 

Now, since Vi = 

(1224) 


= 

yi 

(1225) 


then, from Eqs. (1220) to (1222), 



v,= + 

2 /c 

(1226) 


{ys + «i™!/i) „ 

V 2 — — -C# 2 S 

Vq 

(1227) 


V. 

Vc 

(1228) 

and since 

-Vo = KVi + Vs + Vo). 

(1229) 

Therefore, 

32/oVo = ( 2/2 + e^'“2/3)Ei2 + ( 2/0 + 



6 ^“'’ 2 /i)E 2 o + ( 2/1 + «^"°2/2)E3i (1230) 


==\/3{e ■'^^( 1/2 + €^^^^ 3 ) + €^^^( 2/3 

+ 


€'“ 2 / 1 ) + + 6 '“y 2 )!Ei (1231) 

= V3((e''®‘’ +eJ''°) 2 /i+ (e'-^o + 


e^""") 2/2 + + e^“) 2 /.j 

El. (1232) 
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By drawing these operators it can easily be shown that 


^ji50 ^ ^210 = _ ^3 (1233) 

€“'30 ^ ^270 ^ _ ^3jji20 (1234) 

^jso ^ ^iso ^ _ ^3,j240 (J235) 

Therefore, Sy^Vo = — 3(i/i + (1236) 

or — j/cVo = 2 /iEi + 2 / 2 E 2 + 2 / 3 E 3 . (1237) 


In other words^ the vector -~2/cVo is the resultant of the vectors 2/iEi, 
?/2E2, 2/3E3. The graphical determination of Vn, i.e., of the posi- 
tion of the neutral point, is thus a simple matter. It is illus- 
trated in Fig. 84 for the special values already considered. 



86. Three-line Star-connected Balanced Load. — Putting 



2 i = 22 = Z 3 = 2. 

(1238) 


= 2/2 = 2/3 = 2/s 

(1239) 

then, from Eqs. 

(1180) to (1182), 



Ii = (1 + 6ioo)|^ 

(1240) 


12 = (1 + 6ioo)|^» 

(1241) 


I 3 = (1 + €ioo)|g 

(1242) 

and, since 

(1 + €J’60) eiso 

3 V 3 ' 

(1243) 
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the above equations can be written 

Ii = v' ^1244) 

lo = ~ (1245) 

I, = (1246) 

*8 

i.e., a\ = = a-i = y^. (1247) 



Therefore, the vectors Vi, V2, V3, are equal to Ei, E2, E3 respec- 
tively, and Vo = 0. The case is illustrated in Fig. 85 for the 
values 

Ei2 = 200 
z = 2.24e-^^®“. 


86. Four-line Star -connected Unbalanced Load. — This is 
illustrated in Fig. 81. The current and potential relationships 
are simple in this case, for 



El = Vi 

(1248) 


Ej = V2 

(1249) 


Eo = V3 

(1250) 

and 

Vo = 0. 

(1251) 

Therefore, 

ai = yx 

(1252) 

O-i = J/2 

(1253) 


03 = 2/s 

(1254) 

For the current in the neutral line 



lo = — (II + I2 + Is)) 

(1255) 

i,e.. 

lo = — {yiEi + 2/2-^2 + y^Es). 

(1256) 



156 ALTERNATING CURRENTS AND TRANSIENTS 

Comparing this with Eq. (1237) it is seen that the current in 
the neutral line is that which would be produced in a circuit 
consisting of the three admittances ?/i, ?/ 2 , ?/3 connected in parallel, 
by an e.m.f. equal to the potential of the neutral point in the 
three-line case considered in Par. 84. 

87. Delta-connected Unbalanced Load. — This is illustrated in 
Fig. 80. It will be seen that 




Ii = 1^2 — I:[i 

(1257) 



lo = I 23 — I 12 

(1258) 



I 3 — I 31 ” I 23 . 

(1259) 

Also, 


I 12 = 2 / 12 E 12 

. (1260) 



I 23 = 2 / 23 E 23 

(1261) 



I 31 = 2/3]E3i. 

(1262) 

Therefore, 

Ii = 2 / 12 E 12 

— 2/31^31 = ( 2/12 + €^^^2/3i)Ei2 

(1263) 


I 2 = ^23^23 

— 2 / 12 E 12 == (^23 + €^^^2/i2)E23 

(1264) 


I 3 = 2/31^31 

— 2 / 23 E 23 = (yn + e^^°2/23)E3i, 

(1265) 


i.e., iji2 + _ (1266) 

= ^Gi2 + ^ Gsi — J 

+ j ^Sio + Sai + Gsi^ (1267) 
and similarly for a 23 and asi. 

1 
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The corresponding vector diagram is given in Fig. 86 for the 
numerical values already considered in Par. 84, 

1 

i.e., 2 i 2 = 


223 


1.165 

= L £-j2£° 
1.5 


--jS-iO' 


which give 
ai2 = 2.05e'"^“®"' 


“ L6 ^ 

(cf. Fig. S3) 

a23 = 2.56^ 


43°30' 


CI31 — 2 . 96 ' 


,j60° 


88. Delta-connected Balanced Load. — If the load is balanced, 


2/12 = 2/23 = 2/31 = 2/ni- (1268) 

Therefore, Ii = (1 -|- «'"°) 2 /mEi 2 = •\/3«^^°2/mE]3 (1269) 

1 2 = (1 + 6^“)2/mE23 = V3e’"VE23 (1270) 

1 3 = (1 + e^“")2/mE3: = VSe^'VmEs.. (1271) 

The three-line currents are, therefore, equal in magnitude and 

I.- V3y.A- Vsf;- (1272) 



The case is illustrated in Fig. 87 for the values 

£12 = 200 

0 = 2.24r'^®° 

(cf. Fig. 85). 
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89. The Equivalence of Star- and Delta-connected Loads. — 

1. Star, Three-line, and Delta-comiected Loads . — Two loads, one 
three-line star-connected and the other delta-connected, can be 
said to be equivalent if the line-current vectors Ii, I2, I3 are the 
same in each case. 

Comparing Eqs. (1180) to (1182) with Eqs. (1263) to (1265), it 
is seen that the loads Zi, Zo, z^ connected in lines 1, 2, and 3 will 
be exactly equivalent to loads yu, ^ 23 , ys] connected between lines 
1 and 2, 2 and 3, 3 and 1, if 


Z 3 1 

- = 2/12 = — 

Zc Zi2 

(1273) 

Zi 1 

;; 2/23 = --- 

(1274) 

z» 1 

- = Vu =— > 

Zc Z 31 

(1275) 

,, _ 2/12/2 

(1276) 

,, _ 2/22/3 

(1277) 

,, _ 2/32/1 

2/31 - -rr 

f/c 

(1278) 


Alternatively, if it is required to express 2 / 1 , 2/2, and 2/3 in terms of 
2/12, 2/23, and 2/3], from the above three equations 



2/312/12 _ 2/1* 

2/23 ■ 2/c 

(1279) 


.. 1 .. _ 2/i(2/2 + 2/3) 

2/31 -r 2/12 

2/0 

(1280) 

Therefore, 

+ - 2/i(2/i + 2/2 + 2/3) 

y2z 1/0 

(1281) 


= yi 

(1282) 

since 

Vc = yi + y2 + 2/3. 

(1283) 

Therefore, 

2/1=2/12 + 2/31+'^'“^^^ 

y2z 

(1284) 


2/2 2/23 + yi2 H — 

2/31 

(1285) 


2/3 yzi + 2/23 + 

2/12 

(1286) 
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These equivalent loads are illustrated in Fig. 88. 

If the loads are simple in character, e.g.^ non-reactive or 
wholly reactive, the calculation of the equivalent load is a simple 
matter. For instance, if 



yi = .025 reciprocal ohms 
2/0 = .100 reciprocal ohms 
2/3 = .175 reciprocal ohms 
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= .200 reciprocal ohms 
00*^5 

= ^ ^ = .0125 reciprocal ohms 

= == .0825 reciprocal ohms 

.004375 1 1 

_ ^ — _ .021875 recinrocal o 


In a more general case a graphical method of solution is 
preferable, and is illustrated in Fig. 89 for the values 

y, = 

Vz = 1 . 256 ^®'° , 

the equivalent delta-connected loads being 

2/23 = 

2/31 = 

2. Equivalence of Balanced Star^ and Delta-connected Loads . — 


If 2/1 = 2/2 = 2/3 = 2/s (1287) 

and yi% = y^z = yz\ = 2/m, (1288) 

then the equivalence condition becomes 

32/m = 2/s, (1289) 

i.e,, 3Rs = Rm (1290) 

3X3 = (1291) 

or 3zg = Zin (1292) 

Ss = 0^. (1293) 


90. The Determination of Loads in Terms of Line Operators. — 

Given the line operators a 12, a23, <^31 completely, i.e., in magnitude 
and angle, is it possible to determine the star- or delta-connected 
load which will give these values of the line operators? 

It is immaterial whether the load be determined as either star- 
or delta-connected, since the equivalence conditions give a 
means of transformation from the one to the other. Assuming, 
therefore, that the load is a delta-connected one, the equations 
(see Par. 87) are 


^12 = 2/12 + e^^°2/3i 

(1294) 

^23 = 2/23 + t^^^2/l2 

(1295) 

^31 = 2/31 d" €^^^2/23- 

(1296) 



SYMMETRICAL POLYPHASE SYSTEMS 


161 


It would appear that here are three equations for the determina- 
tion of the three unknown quantities 2/12, 2/23? 2/3i- The equations 
are nob, however, independent, for 


O'Vi, "h “h = 0- (1297) 

Multiplying the first equation by and subtracting the second 
from the result, 

- 2/23 = €^%12 — a23. (1298) 

Multiplying this by 

Z/;.i + €^^^2/23 - (1299) 

- - e^240^23 (1300) 


= aai 

from Eq. (1297). 

Thus the third equation can be derived from the other two. 
The data are, therefore, insufficient for the specification of the 
loads, since an infinite number of values of ^12, 2/23, and 2/31 can 
be found which will satisfy the first two equations, and these will 
necessarily satisfy the remaining equation. 

It may therefore he said thdt m the general case of a three-line 
U7ibalanced load a Imowledge of the ^nagnitudes and the phases of 
the three-line currents is not sufficient to determine the loads. 

91. Power in Three-phase Systems.^ — Consider a supply 
system such as that illustrated in Fig. 90, in which the phase 
potential differences Ei, E2, E3 are maintained constant in ampli- 

Ei I >- Line 1 




-O^X/O- 


U ^ Lme 2 


®3 


^3 ^ Line 3 


Fig. 90. 


tude. As shown in Par. 32, the instantaneous rate at which 
energy is being supplied to the lines by the terminal potential 
differences Ei, E2, and E3 can be expressed in the form 


p = i(Ii ' El + I 2 • E 2 + Is ■ Es) + (Wi + W 2 + W 3 ) ‘ V, (1301) 

I £ 

where Wj is a vector of magnitude which makes with v 


^ Bibliography, No. 14. 
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an angle equal to the sum of the angles made by Ii an<l Ej Avith 
V, and similarly for Wo and W3. 

The line potential differences produced by this system will 
be, as indicated in the figure, E12, E23, Esj between lines 1 and 2, 
2 and 3, and 3 and 1 respectively, where 

Ei 2 = El - E 2 = ( 1302 ) 

E 23 = E 2 - E 3 = V 36 “'"''Eo ( 1303 ) 

E 31 = E 3 — El == 'v/Sc ^^^E 3 . ( 1304 ) 

Now, as shown in Par. 83 , given these constant line potcnl-ial 

differences, it is immaterial whether the actual supply system is 
star- or delta-connected. In either case Eq. ( 1301 ) in conjunc- 
tion with Eqs. ( 1302 ), ( 1303 ), ( 1304 ) will accurately represent 
the instantaneous power being supplied to the lines. Equation 
( 1301 ) will, therefore, be taken as the standard form for the 
discussion of three-phase power. 

As in the simpler case of a single alternating e.in.f. supplying 
current to a circuit, the expression for the instantaneous power is 
seen to consist of two parts, one being the constant term 

J(Ii ■ El -j- I 2 • E 2 + I 3 • E 3 ) ( 1305 ) 

and the other the periodic term 

(Wi + W2+ W 3 ), ( 1306 ) 

which itself consists of the sum of three periodic terms derived 
one from each of the three phases. The mean value of this 
latter term over a period is zero, so that the mean rate of energy 
supply to the lines is given by 

P == i(Ii • El + I 2 • E 2 + I 3 • Eg). ( 1307 ) 

In practice this is the important factor. Before considering 
it in detail, however, it will be well to discuss the periodic term 
a little more fully, since it possesses some features of special 
interest. 

92 . The Periodic Term in Three-phase Power. — Since 


Ii = ttiEi = aie^'^^Ei (1308) 

and similarly for I2 and I3, then 
1 £ 

Wi • V = cos (2cot + ^1) (1309) 

/rt 

+ W (1310) 

= aiEp2 cos (2cot + ^ 1 ) (1311) 

and similarly W2 • v = a^Ep^ cos (2a3t + ^^^2 + 240°) (1312) 

Wa • V = agEp^ cos (2cot + + 120^). (1313) 
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If Wo be a vector of magnitude Ep-, velocity 2a), and initial 
phase zero, i.e., 

Wo ■ V = Ep2 cos 2a)t, (1314) 

then from Eqs. (1311), (1312), and (1313) 


Wi = OiWo (1315) 

Wo = ej-*"a2Wo (1316) 

W, = e^'^ViWo, (1317) 

so that Wi + Wo + Wa = (ai + (1318) 

= V3e-'-‘^"(ai, + (1319) 

Special Cases. — 1. Unbalanced '’I'hree-line Star-connected Non- 
inductive Load. — Putting 

2i = Ri (1320) 

Z2 = Ri (1321) 

23 = R 3 , (1322) 


from Eqs. (1183), (1184) and (1185) 

(Ra -I- eiflORj) 
Rc 

_ (Ri -h ti^QRa) 


aai 


(R, + «i«»Ri) 

Ro 


where Ro = (R 1 R 2 + R 2 R 3 + R 3 R 1 ). 

Therefore, (uu + e'^^^aos -|- = 

(Ra + (‘^^°Ri + e»2«R2) -|- €j“0(R2 + + «ii20R^) 

Ro 

Rc 



(1323) 

(1324) 

(1325) 

(1326) 

(1327) 

(1328) 

(1329) 

(1330) 

( 1331 ) 
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Putting this expression in the form re^^, 

1“ = Ri“ + II2" “h R 3 “ — R1R2 — R1R3 "t” 2 

_ (1332) 

= (Ri + R 2 + Rs)' - 3Ro. (1333) 

Therefore the amplitude of the double-frequency term is 

V3^< 


/(Ri + R 2 + R^y- f 


Ey. 


(1334) 


Rc'^ Rc 

2. Unbalanced Four-line Star-connected Non-reactive Load. 
In this case 



= 2/1 

(1335) 


ao = 2/2 

(1330) 


as = 2/3 

(1337) 

so that 

Wi + W 2 + W 3 = ( 2/1 + 

(1338) 

Putting 

J/i = yi = etc., etc., , 

(1339) 

then 

/ 1 gj2io eiiao-. 

w.+w. + w..(g- + ^ + Tj^)w.. 

(1340) 


Expressing the operator in the form then, by analogy with 
the case considered above, 

'*“(ie;'''E‘''5;) “ ®(e® 1,5 rjs) 

\JL\,iXt 2 -iA, 3 / I J 

3. The General Case of the Balanced Load. — Putting 

Ui = a 2 = a 3 = a, (1343) 

we have from Eq. (1318) 

Wi + W 2 -1- Ws = (1 -h + 6'^^°)aWo (1344) 


= 0 , 


(1345) 


as shown in Par. 82. 

Thus, there is the important result that, if the load is a balanced 
one, the periodic component of the power is zero. In other words, 
the rate at which energy is supplied to a balanced load by a symmet- 
rical three-phase system of sine-wave e.m.fs, is constant. Such a 
system 2 s, for this reason^ described as a “balanced system.'^ 
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93. Mean Power in Three-phase Systems. — As shown in 
Par. 91, the equation, in general, for the mean power is 

P = l(Ij • El -|- I2 • Eg -|- I3 • Ea). (1346) 

If it is required to express this in terms of the loads in any 
given case, then 


Ii — aiEi — (gi -|- jsi)Ei, (1347) 

so that Ii . El = gi£2 = 2giEp2 (1348) 

and, similarly, I2 ■ E2 = 2g2Ep*' (1349) 

I3 • Es = 2g,iEp2. (1350) 

Therefore, P = (g^ ga + g3)Ep2. (1351) 

Alternatively, in terms of the line e.m.fs. 

Ii . El = ■ ej30E,2 (1352) 


= ;^«~'“Ii-Ei 2 (1353) 

= - j g)(gi2 + jsi2)Ei2 • Ei 2 (1354) 

~ (\/3gi2 S12)— ^ (1355) 

“ ('\/3gi2 + Si 2 )El^ (1356) 

and similarly for Ii • Ea and I3 • E3, so that 

E = (■\/ 3 gi 2 + S12) + C'\/ 3 g 23 + S23) “ 1 “ 

(V3g3i + S30}E^2. (1357) 
To express P in terms of the constants of the loads, therefore, 
it is only necessary to substitute for the g and s terms the values 
of these quantities in terms of the constants of the loads by 
means of the equations already derived for the various special 
cases. 

Special Cases. — 1. Three-line, Star-connected Unbalanced 

Non-reactive Load.^ — Putting 


then, from Par. 84 

gl2 == 


zi = Ri 

etc., etc, 
Ra 




'nT> 


Ro 
"s/ 3R2 
2R7 


(1358) 


(1359) 


( 1360 ) 
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where 

Therefore, 


Re = R1R2 + R2R3 + R;tRi. 
"s/ 3 (R 2 4- R 3 ) 


"s/Sgis + Sia = 


Ro 


( 1361 ) 

(1362) 


and similarly for -s/Sgas + Sas and "v/Sgai + Ssi, so that 

p = E^2 (13G3) 

2. Three-line Star-connected Unbalanced Reactive Load. — 
It is obvious from first principles that the mean power consumed 
in this case is zero. It will, however, confirm the validity of the 
general expression for the mean power to show that it leads tc 
this result. From Par. 84, if 

2i = jxi (1364; 

etc., etc. 

2 X, 

(X 3 + ^Xa) 


gl2 = 


S12 == 


Xc 


(1365; 

(1366; 


where 

Therefore, 


Xe = - (XiXa + XaXa + XaXi). 

, (-3Xa + 2X3-Xa) 

V 3gi2 + S12 = 2X 

_ (X3 - xi ” 

X„ ’ 


30 that p.( X. + X.+X,^^(X. + X. + X.) ^, 
= 0 . 


(1367; 

(1368; 

(1369; 

(1370; 

(1371; 


3. Three-hne Star-connected Balanced Non-reactive Load — 
Putting 

Ri = R2 = R3 = Rg (1372 

in Eq. (1363), the result for a balanced non-reactive load is 


P = 


Rs 


(1373 


4. Four-line Star-connected Unbalanced Non-reactive Load 
In this case 

= gi, etc., etc. 


ai = 


Ri 


Tteretore, p . E,. 


(1374 

(1376 


/I 


1\ 
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If the load is balanced this becomes 

P = (1377) 


which is the same as Eq. (1373). 

5. Delta-connected Unbalanced Non-reactive Load. — The 
loads being given by the admittances 



2/12 = Gi 2 “f“ jSi2 
etc,, etc., 

(1378) 

from Par. 87 

gl 2 = Gi 2 + ^Gai 

(1379) 


„ Vs p 

S12 = 1:^31 

(1380) 

therefore, 

■\/ 3 gi 2 + S12 = '\/ 3 (Gi 2 + G31) 

(1381) 

and similarly for -v/Sgis + S23 and VSgai + S31, so that 



P = (G12 + G23 + GoOEi,^ 

(1382) 


= (— - -p -i- -p — ^Er,® 

VR .12 ^ R23 ^ RoJ ’ 

(1383) 


which can be compared with the result for a four-line star- 
connected load. 

0. Delta-connected Balanced Non-reactive Load. — Putting 


= R,, = R,, = R„ (1384) 

in Eq. (1383) the result for a balanced load is 



94. Mean Power in Terms of the Load Potential Differences. — 

In a three-line star-connected load consisting of the impedances 
zi, 22 , and 23 , there is in the load Zi a current represented by the 
vector Ii falling through a potential represented by the Vector 
Vi. The mean power being consumed in this load is, therefore, 
^Ii • Vi. Thus, for a star-connected unbalanced load the follow- 
ing is an alternative expression for the mean power: 

P = i(Ii • Vi -p I 2 ■ V 2 -b I 3 ■ V 3 ). (1385) 

The connection between this expression and the form 

P = KIi ■ El -P I 2 ■ E 2 -P I 3 • E 3 ) (1386) 

is seen in Eqs. (1161), (1162) and (1163), by means of which 
Eq. (1385) can be written 

p = — ^{Ii • (El -p Vo) -p I 2 ■ (E 2 -p Vo) -p I 3 ■ (E 3 -p Vo)} , (1387) 
i 6 . 

p = “|(Ii • El + I 2 • E 2 + I 3 • Eg) ■— i(Ii + I 2 + I 3 ) • Vo (1388) 
== * El + I 2 ■ E 2 + I 3 ■ E 3 ), (1389) 

since Ii + I 2 + Is = 0. (1390) 
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The sign difference is, of course, due to the fact that Eq. (1386) 
refers to power given out by the supply e.m.fs., while Eq. (1385) 
refers to power being consumed by the loads. 

96 The Measurement of Three-phase Power. 1. The Three- 
wattmeter Method . — Three wattmeters connected as shown in Fig. 




Line / 


Line 2 


Line 3 


Line 0 


I — 

-o— 


El 




E, 




■o-'TT^ 


Fig. 91. 


91 to the four lines of a three-phase four-line supply system 
will give, respectively, the values of * Ei, M 2 • E 2 , and Ms ' E 3 , 
so that the total power output of the system can be obtained by 
the addition of the readings of the three wattmeters (see Par. 94). 

Similarly, in a three-line star-connected load with an accessible 
neutral point the sum of the readings of three wattmeters con- 



nected as shown in Fig. 92 will be the value of Kli ‘ Vi -f I 2 * "V 
+ I3 . V3), z.e., of the power being consumed in the load. 

Again j if only three lines are available, or if there is ho accessib 
neutral point in the load, an artificial neutral point can be arrangi 
by the connectio7i in star of three equal impedances (e.p., equ 
non-4nductive resistances), as shown in Fig. 93. 
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In practice, however, the use of three wattmeters or the 
construction of an artificial neutral may be inconvenient or 
impossible. It is in any case unnecessary, as the following 
considerations will show. 



2. BlondeVs Theorem . — Consider the system illustrated in Fig. 
94, in which three wattmeters arc connected with their current 
coils in series with the three lines, one terminal of each of the 
three pressure or potential coils being connected to the corre- 
sponding line, and the other three terminals of the pressure coils 
being connected together and either earthed, left insulated, or 
connected to some other point of the system which need not as 
yet be specified. 



Fig. 04. 


Suppose the instantaneous value of the potential of this 
common point with respect to the neutral point of the supply to 
be represented by the vector Eo. (This vector need not be con- 
stant in magnitude or angular velocity. It can, in fact, have any 
value at all as long as it remains finite or zero.) Then the sum 
of the readings of the three wattmeters will be the mean value of 
the expression 
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i ill • (El - Eo) + I 2 • (E 2 - Eo) + I. • (E 3 - Eo) } , (1391) 
i.e., of 

Mil ■ El + I 2 • E 2 + I 3 • E 3 ) - Mil + I 2 + 1:0 ■ Eu. (1392) 
Now, assuming that, there is no neutral line or its equivalent 
in the form of earthed points on the system, 

Ii -1- I 2 “h I 3 = 0 (1393) 

at every instant, so that the mean value of the second part of the 
expression (Eq. (1392)) will, therefore, be zero, and the sum of the 
readings of the three wattmeters will be the mean value of 

MIi-Ei d-I.-Eo +I3-E3), (1394) 

which is the power output of the system. 

This result is known as “Blonders theorem.’^ It should be 
noted that the proof given requires for its validity that the 
mean values of the scalar products concerned correctly represent 
the value of the mean power, and that the sum of the three-line 
currents is zero. It has akeady been shown (see Pars. 70 and 72) 
that the first condition is satisfied independently of the wave form 
of the currents and the potential differences. It is easily seen 
that the second condition is also satisfied independently of the 
wave form. BlondeFs theorem, therefore, and the methods of 
power measurement which depend on it are independent of any 
assumptions with regard to the wave form. This fact is, of 
course, of great practical value. 

3. The Two-wattmeter Method j as a Special Case of BlondeVs 
Theorem . — ^Let the common terminal of the pressure coils bo 



connected to line 3, as shown in Fig. 95. Then the reading of the 
wattmeter connected in line 3 will be zero, and the instrument 
can be removed without affecting the two remaining instruments, 
the sum of the readings of which will give the total mean power. 
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i.e., KIi • Ei3 + I 2 ■ E 23 ) = +I2-E2 + I3-E3) (1395) 

= P. (1396) 

This can be confirmed bjj' putting Eo = EginEq. (1391). 

It should be noted that the sum referred to throughout in this 
paragraph is the algebraic sum of the readings obtained with the 
connections illustrated in the figures. Should one or more of 
the readings be negative (which will often be the case), then 
such readings must be subtracted and not added. With instru- 
ments whose scale is only on one side of the zero, a negative 
reading will be a deflection in the wrong direction, and, for a 
reading in the right direction, the connections of the current or 
of the pressure coils will have to be reversed. After any such 
reversal, therefore, the reading of the instrument must be 
subtracted and not added. 

4. The Power Factor of a Balanced Three-line Star-connected 
Load , — For the load 


211 — ^2 — ^3 — (1397) 

where (1398) 

then Ii = etc., etc., (1399) 

so that Ii * El = I2 ■ E2 = I3 * Eg = 2IlEp cos 6^, 

If the power consumption of such a system is measured by 
the two-wattmeter method, let Wi and W2 be the readings of the 
instruments connected in lines 1 and 2 respectively, i.e,y 


Wi = ill ■ Ei3 (1400) 

W 2 = |Io • E 23 . (1401) 


By reference to Fig. 76 it will be seen that 

Ei 3 = -E 31 = N/ 3 e"'®°E 3 = V3V^°Ei (1402) 

E 23 = +\/36"'^°E2. (1403) 

Therefore, Wi = Ii • VSe'^^Ei (1404) 

= VsliEi cos (08 - 30) (1405) 

and Ws = I 2 • \/ 3 €-^®°E 2 (1406) 

= V' 3 l 2£2 cos (08 + 30). (1407) 

Therefore, Wi + W 2 = 2'\/3li£i cos 0 a cos 30 (1408) 

= 3.2 • I„Ep cos 0s (1409) 

and Wi - Ws = sin 08 sin 30 (1410) 

= 2V3 Ii.Ep sin 08, (1411) 

so that the power factor of the load Zg is given by- 

cos 08 = cos jtan"'’- V 3 | • (1412) 
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96. The General Theory of Symmetrical Polyphase Systems 
of E.M.Fs. of Any Wave Form. — The general definition of such a 
system has already been given in Par. 74. Some of the more 
important features of the general theory of such a system will 
now be considered, with special reference to the three-phase 
system of e.m.fs. of irregular wave form. 

Note , — In the following paragraphs, subscripts denoting phase number 
or ELiiy related specification will be enclosed in brackets in order to dis- 
tinguish them from subscripts denoting harmonic order. 

1. Graphical Representation . — In general, the angle between 
the vectors representing successive members of an m-phase 
system of e.m.fs, of irregular wave form is not constant but is a 
periodic function of time. It is impossible, therefore, to repre- 
sent such a system by a figure of constant shape. If, however, 
the e.m.fs. concerned are of approximately sine-waveform, then 



E c i) — E 

(1413) 


Eco) = 6'^E 

(1414) 


E(3) = e^-^E 

(1415) 

and for the r^^ phase 



where 

, 27r 

m 

(1416) 



Fig. 96 


Fio. 97. 



SYMMETRICAL POLYPHASE SYSTEMS 


173 


SO that the members of a sine wave system can be represented by 
the sides of a regular polygon of m sides, as shown in Fig. 96, or 
by the star-shaped Fig. 97. 

2 Tlie Sum of the E.M.Fs. of a Symmetrical m-phase System . — 
Let E(s) be the vector which represents this sum, i.e., 


E 


(b) 


- 


(1417) 


If the n*''' harmonic of E(a^ be represented by E( 3 )n, then (see 
Par. 74) 

E(s)„ = (1 + + . . . -1- (1418) 

Operating on each side of this equation with 

+ . . . 6''""*)E„ 

and, by salDtr action, 

(1 - e^''")E(„,„ = (1 - ^i"''''^)E„. 


(14191 


Therefore, 
and, since 


E 


(h) 


_ /I - 
Vl ~ 

27r 


(14201 

(1421) 


0 = 


m 


this can be put in the form 
E(s)m _ - 


J2nx 


j2n7r 

6 m 


|En 


(1422) 


(1423) 


(1424) 

(1425) 


Now (1 - 6^2“) = 0, 

so that, in general, E(g)„ = 0. 

. .SflTTN 

If, however, n= km, where k is any positive integer, (1 — m ; 
also equals zero, so that in all such cases, i.e., for all the harmonics 
whose order is a multiple of m, 

E(B)n = Q (1426) 

and appears to be indeterminate. Its value can, however, be 

found as usual by differentiating the numerator and the denom- 
inator of the operational expression in Eq. (1423) with respect 
to n and then putting n = km in the result. 

Thus 


Lt 


gj2n7r V 


;2ll7r 


= Lt 


me 


;j2mr 


1 — c 1X1 J 


2n7r 


(1427) 


( m 

m when n = km. 


( 1428 ) 
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Therefore, 

E(s)n = 0 ii^ general 

(1429) 


= mEn when n — km 

(1430) 

and, since 

n= CO 

n= 1 

(1431) 

the result is 

E(g) = m ^ En where n = m, 2m, 3m, etc. 

(1432) 


Thus, the swn of the e.m.fs. of a symmetrical m-pAase system is an 
e.m.f. co7isisting of m twies those harmoiiics of the first phase whose 
order is a multiple of m. 

hi particular, the sum of the e.m.fs. of a three-phase system 
consists of three times those harmo7iics of the first phase lohose order 
is a multiple of 3. 

3. The Interconnection of the m-phase System . — An m-phase 
system can be interconnected in either of the ways already 
described in relation to the three-phase system. The result 
of the interconnection is, however, different from the correspond- 
ing results in the simpler case. 

(a) Star Interconnection. — For the e.m.f . between lines 1 and 2 
E(i2) “ ^(1) “ E(2) (1433) 

and for the n*^^ harmonics of these e.m.fs. 


E 


C12)n 


= E(I)11 — Era 


(2)n 


= (1 - 6^^")Ea)n. 

Putting this operator in the form re^^, 

r- = (1 — cos ncj))- + sin^ n^ 
= 2(1 — cos nej)) 

= 2.2 


Therefore, 


r = 2 sin ^ 

= 2 sm — 
m 


sin 0 = 


— sin n<^> 

ii<j> 

T 


= —cos 


(1434) 

(1435) 

(1436) 

(1437) 

(1438) 

(1439) 

(1440) 

(1441) 

(1442) 


Also, 
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and 


. (1 cosn0) 

cos e = ^ 

2sm-2 


Sin 


n(j5) 


so that 0= 

Equation (1435), therefore, becomes 

llTT 

E(i2)n = 2 sin — a ^2 2 ^ E(i)n 
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(1443) 

(1444) 

(1445) 

(1446) 


and the lino e.mi. for lines 1 and 2 is 

n= CO _./Tr TL</»\ 

Ea2) = 2 2 ; sin -~^'^2 ( 1447 ) 

n = 1 

The remaining line e.m.fs. of the system can be derived from 

n = CO 

E(23) = ^ eJ^‘^E(i2)n (1448) 

n= 1 

n = CO 

E(34) = 

n = l 

etc., etc. 

It should be noted that the wave form of the line e.m.fs. is 
different from that of the phase e.m.fs., owing to the absence of 
certain harmonics from the former. For all values of n such that 
n = km where k is any positive integer, Eq. (1440) gives 

r = 0 (1450) 

Thus, all the harmonics the orders of which are multiples of the 
numhers of phases are absent from the line e.m.fs. of a star-connected 
s'ljstem. In particular, the third, sixth, ninth, etc. harmonics 
will be absent from the line e.m.fs. of a star-connected three- 
phase system. Since in nearly all practical cases only the odd 
harmonics are present in the wave form, this means that the 
first harmonic present in the wave form of the line e.m.f. of such 
a system will be the fifth and, since, in general, the amplitude of 
the harmonics decreases rapidly with their order, this implies 
that the assumption of sine-wave form for the line e.m.fs. wiU 
usually result in a fairly high degree of accuracy. 
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It should further be noted that since 

E(i 2) = E(i) -- Ec2) (1451) 

E(23) = E(2) — E(3) (1452) 

Ec 3U =. E(3) — E(u (1453) 

etc., etc. 

Eci 2) + E(23) + E(34) + E(46) + OtC., CtC. = 0 
quite independently of any assumptions with regard to wave 
form. 

(6) Ring Interconnection. — In ring interconnection the phase 
windings form a closed path for the e.m.f . produced by the addi- 
tion of all the phase e m.fs. It has been shown that this resultant 
e.m.f. is equal to m times the sum of the harmonics of the first 
phase whose order is a multiple of m. In general, the closed 
circuit in which this e.m.f. operates wiU have a low impedance, 
so that the amplitude of the circulating currents may be consider- 
able. This fact has to be taken into account in the design of ring- 
connected windings, and constitutes an inherent disadvantage 
of this type of connection as compared with star interconnection. 

The short-circuit path provided by the phase windings removes 
from the line pressures just those harmonics which would other- 
wise appear in the sum of the line pressures. Therefore j both 
with star and with ring interconnection^ harmonics whose order is a 
multiple of the number of phases will be absent from the line e.m.f s.y 
and the sum of the line e.m.f s. will be zero. 

4. Polyphase Loads. — The loads to which polyphase systems of 
e.m.fs. are applied can be similarly interconnected in star or in 
ring. The current and potential relationships for any given 
case can be obtained in a precisely similar manner to that 
employed in the three-phase system already considered, each 
harmonic being taken separately and the total result obtained 
by the summation of the individual results for the separate 
harmonics. 

As an example, take a three-line star-connected unbalanced 
three-phase load consisting of impedances whose values corre- 
sponding to the frequency of the n^^ harmonic will be written 

By analogy withEqs. (1169), (1170) and (1171) of this chapter, 
the expressions for the n*^ harmonic are: 

Ici)n^Cl)n “■ Ic2Jn2(2)n ~ E(i2)n (1454) 

I(2)ii2(2)n “■ Ic3)ii2!(3)n E(23)n (1455) 

^(Dn^CDn ” E,C3i)n (1456) 
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and for the neutral point of the load 

1 ( 1)11 + I(2)n + 1(3)11 = 0. 

As in Eq. (1180), the solution for Id)^ will be 

j _ 5^)nE(i2)n -- g(2)uE( oijn 

2:(iju2(2)n + 2^(2)112(3)11 + 2(3)n2:(L)n 

and similarly for I(2)ri I( 3 )n* 

The total currents I^), 1(2), 1(3), will, therefore, be 

n=co n»cQ. ^ ^ 

T _ V* T _ l2Ci))n-li(12)n “ Z(2)ii-fc'(S15n) 

1(0 = 2. 1(1)11 - 2 j — 

n=l .;^1 

T V T V (2(l)uE(23)n — Z(3)nE(12)n) 

1(2) = 2v 1(2)» = , 

T _ '’-o T _ "v (Z(2)uE(3i)n — Z(l)nE(23)n) 


1(0 = 2) ^CDn = 

n=l 11=1 

II = 00 II = <M 

1(2) = 2) I(2)» = X 


1(2) = X X 


(1457) 


(1458) 


(1459) 


(1460) 


(1461) 


where 

^Cc)n = 2Jd)ii2;(2)n + 2(2)n2!(3)n + ^C3)n^(l)n- 

For reasons already given, the above currents will not contain 
harmonics whose order is a multiple of 3. 

If it is desired to state Id) in terms of Eci 2 ) only, since 


Similarly, 


lo. - S 

n = I 
n = 00 

1(2) = X 

n«l 


Ei31)n — <^"'"*E(i2)n 

“v" ^(^)n ~ 


«(l)n - €j-”'‘Z(3)n 


n-17 

-■C'(23)n 


1(3) = X '' 


2:(2)n — 


If the loads are balanced, I’.e., if 

2J(l)n = ^2in) = i2!(3)n = 2;(s)n, 

im- 

n«w 00 

= X “ 6i2n*)(l _ g: 


:)«*■) ?ill5 


(1462) 

(1463) 


(1464) 


(1465) 


(1466) 

(1467) 


(1468) 


_ 'y (1 _ _ 4i2n* ^ 


(1469) 


^ js — + «>®”*) 


(1470) 
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But, as shown in Par. 96, 




(1471) 

unless n = 3k, 

all of which cases are already excluded. 


Therefore, 

nTl 

(1472) 


n= CO 

T _ V ^C2)n 

-*■(2) - Zj ^ 

^(s)n 

(1473) 


n= CO 

T -^^(8)11 

1(3) = 2. , ’ 

n = l 

(1474) 


there being in none of these currents any harmonics of orders 
which are a multiple of 3. 

(a) Four-line Star-connected Load. — The analysis of this case 
is comparatively simple, since 


V(1) = E(1) 
etc., etc., 

(1475) 

so that 1 ( 1 ) = V 

n=i 3!a)n 

(1476) 

n= oo_ 

Im - 2 

n = l ®(2)n 

(1477) 

T _ "'V ®3(n) 

■^C3) = 2/ ^ 
n = l 

(1478) 

For the current in the fourth line. 


1(0) = “(I(n + 1(2) + 1(3)) 

(1479) 

■“ 'S 1 ^(2)n j E(3)n\ 

X^(l)ii 2(2)n ^(3)11 / 

(1480) 

= - i; + ?~ + 

2C2)n 2J(3)n/ 

(1481) 

If the loads are balanced, then for the line currents 


n= 00 

n =1 

(1482) 

T] = 00 — 

Ic- 2 ) - 2 

(1483) 

11-= « 

I« - 2 !“"• 

n=l 

(1484) 
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This appears to be the same as the result for the corresponding 
iliree-line case, but it must be remembered that in the present 
ease there is nothing to prevent the existence of the harmonics 
whose order is a multiple of 3. 

For the current in the fourth line, 

h)) = S (1 + (1485) 

u=l 

and, as shown in Par. 9C>, (2), 

t + = 0 in general (1486) 

= 3 whou.n = 3, 0, 9, etc., (1487) 

so thilt 1(0) =3 2!; (148S) 

^ 2(h), I 

wlierc n = 3, 6, 9, etc., etc., so that, even with a balanced load, 
there is still a current flowing in the neutral line consisting of 
harmonics whose order is a multiple of 3. 

(/;) D(4ia-connected Loads. — As in the sinc'-wave case already 


considered, 

Icn 

— 1(12) — I(;ii) 

(1489) 

Also 

I(1S) 

II 

(1490) 


Ic^it) 

= 'y“E(23j2 

A «C2a)n 

(1491) 


IlHl) 

_ ^ E(3i)n^ 

(1492) 

so that 

!(., = 'X 

/E(i2)n _ E(;fijn\ 

(1493) 

l\ 

',V 2(12)11 2(21)11/ 


and similarly for 1 ( 0 ) and !(:)). 

In t(^nuH of only lOc^. (MOd) eau bo written 


Mo 


i.( 


Hua 1 


t 

Z(V2)n 


2(!U)n/ 


(12)n 


(1494) 


and the corresponding ('X[)r('Hsu)nH for 1 ( 2 ) and I(;i) can be written 
by symmetry. 

If the load is bnhinc'.ed, then putting 


2(12)u 

1 ( 1 ) 


^(:u)n ^ 2!(ni)n 

"i:"c - 


the rosiiH is 


(1495) 

(1496') 
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or, in 


termso^Ec 




1^1^ = (1 - 6i2n0)(l - ,jn0)?i2l£ (1407) 

^ 2;(in)n 

ana, as shown in Eqs. (1468) to (1470), the operator product equals 
3 ixj general and 0 when n = 3, 6, 9, etc., so that 


I,.. .3 2f '• 

(1498) 

, o"vE(2)n 

(1499) 

I,., =3Sf“'"- 

(1500) 


all harmonics whose order is a multiple of 3 being excluded from 
the series. 

5. Equivalence Conditions of Star- and Bing-connected Loads . — 
By a comparison of the line current equations for star- and ring- 
connected loads, it is seen that loads consisting of the impedances 
Zii), z<i 2 ), 3(3), connected in lines 1, 2, and 3 (there being no neutral 
line), will be exactly equivalent to loads ^(u), 3(03), and 3(31) 
connected in ring'between lines 1 and 2, 2 and 3, 3 and 1, provided 


1 


2(23)n 

2(c)n 

1 

= 

2:(31)n 

2(c)n 

1 

_ 2(3)n 

2(12)11 

2(c)u 


where ^{X)n^{2)n “b ^(2)n3(3)n ”b 3^3)n3(i)n. 


(1501) 

(1502) 

(1503) 

(1504) 


If the loads be expressed as admittances, the equivalence 
condition takes the form 


_ (?/(l)n^/(2)n) 

ym. - 


(1505^ 

(1506; 


ywn 

yoiin = (I607; 

l/(c)n 

■ where yicin = l/ci)n + 2 /C 2 )n + 2/(3)n. (1508 

As in Par. 89 the equivalence condition can be put in thi 
alternative form 
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2/(l)n = 2/(12)11 + 2/(31)n + 
2/(2)n = 2/(23)n + 2/(12)u + 
2/ (3)11 = 2/(31)11 + 2/(23)11 + 


(2/(12)n2/(31)Ti) 

y/(23)n 

(:I/(23) ti2/(I2)ii) 

2/(31)11 

(2/(31 )n2/(23)ii). 
2/02)11 


(1509) 

(1510) 

(1511) 


In practice it is only in certain simple cases that it will bo 
possible, to fulfil these conditions for the whole range of fre- 
quencies. If, for instance, the loads arc pure inductances or 
pure resistances or pure capacities, the arrangement of conductors 
which satisfies the equivalence condition is independent of 
frequency and will, therefore, hold good for all the harmonics 
and for the fundamental. 

There is no practical difficulty in balanced loads. Putting 


2/(l)ii - 2/(2)ii — ?/(3)n == 2/(h)ii (1512) 

2/(12)11 = 2/(23}n = 2/(3J)ii = 2/(m)n (1513) 

the conditions reduce to 

^2/(Tn)n 2/(s)nj (1514) 

which would be comparatively easy to satisfy in any given case. 

6. Power in Three-phase Sijste7}is of General Wave Form , — The 
extension of the analysis given in Pars. 91 and 92 to the harmonics 
of a three-phase system does not present any great difficulty, 
but the subject is of little practical interest and will not, therefore, 
be considered in detail. 

The discussion in Par. 95 of the methods of measurement of 
the mean power in three-phase systems depends on assumptions 
which are equally valid for currents and potentials of general 
wave form and of sine-wave form, and will, therefore, apply 
equally well to the case of three-phase power of general wave 
form. This is due to the fact, proved in Par. 72, that, whatever 
may be the wave form of a current represented by the vector I 
and a potential difference represented by the vector E, the 
average value over a period of * E will be the average value of 
the power supplied by the current I in falling through the poten- 
tial E, and the magnitude of this quantity can be determined in 
the usual way by connecting a wattmeter so that the current I 
passes through its current coils, its potential coils being connected 
across the potential E. 
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EXAMPLES 

Note . — Any symbols used in these examples will have the same significance 
as in the preceding text. 

1 . Three loads, 21, zn, and 23, consist respectively of a pure resistance of 100 
ohms, a pure resistance of 50 ohms in series with an inductance of .239 
henries, and a pure resistance of 75 ohms in series with an inductance of 
of .159 henries. The supply is a three-phase, three or four line, the line 
voltage being 70.7 volts and the frequency 50 p.p.s. 

(а) The load being connected in star, three line, calculate : 

(1) The line currents as vectors at the instant t == 0, in terms of the 
unit vector v, being given that E12 = E12V when t = 0. 

(2) The corresponding scalar expressions for the instantaneous values 
of the line currents at an}?- instant t. 

(3) The potential of the neutral point with respect to that of the 
neutral point of the supply, as a vector in terms of v at the instant 
t = 0. 

(4) The scalar expression for the instantaneous value of the relative 
potential of the neutral point at any instant t. 

(б) The load being connected in star, four line, calculate; 

(1) The line currents and the current in the neutral line as vectors in 
terms of v at the instant t == 0. 

(2) The corresponding expressions in scalar form for the instantane- 
ous values of the line currents and the current in the neutral line 
at any instant t. 

(3) Verify that the current in the neutral line is the same as would be 
produced by an e.m.f. identical in magnitude and phase with the 
relative potential of the neutral point of the load in the three-line 
case acting in a circuit- consisting of the above three loads con- 
nected in parallel. 

(c) The load being connected in A, i.e., 212 == 100 ohms, etc., calculate: 

(1) The line currents as vectors in terms of v at the instant t = 0. 

(2) The corresponding scalar expressions for the instantaneous values 
of the line currents at any instant t. 

(3) The currents through the loads, as in (c — 1). 

(4) The currents through the loads, as in (c — 2). 

(d) The above load being connected in three line, star, find the equivalent 

A-connected load. Express the results as admittances in the form 

(c) The above load being connected in A, i.e., 212 = 100 ohms, etc., find 

the equivalent star-connected load, the results being expressed as 

admittances in the form 

2 . Find the mean power consumed in the load in each of the alternative 

connections specified above, i.e., 

(a) Star, three line. 

(b) Star, four line. 

(c) A. 

In (a) and (b) calculate the mean power by the two-wattmeter method 

formula (see Eq. (1396)) and also by the summation of I^R, showing that 

the results obtained are in agreement. 
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. 3 . Each arm of a balanced star-connected three-phase load consists of a pure 
■ resistance of 100 ohms in parallel with a pure inductance of .159 henries. 
The supply frequency is 50 p.p.s., and the line e.m.f. is 500 volts. 

(a) Representing the line e.m.f. Eio by the vector 500-\/2v, at the instant 
t = 0, express the line currents as vectors in terms of v at the instant 
t = 0. 

(h) Give the corresponding scalar expressions for the line currents at 
any instant t. 

(c) The power input to the load is measured by the two-wattmeter 
method. Calculate Wi and the readings of the twh wattmeters, 
giving each its appropriate sign, and hence confirm that d, the phase 
angle of each of the three equal loads, is given by 

4. The loads specified in Example 3 are connected in star with a line connect- 
ing the neutral points of the load and the supply. Given that E(i) is 
represented at the instant t = 0 by the vector lOOv (the supply frequency 
. being 50 p.p.s.) and .that the phase e.m.f. has a third harmonic in phase 
with the fundamental and 15 per cent of it in magnitude, calculate the 
current in the neutral line. Express the result as a vector in terms of v 
at the instant t = 0, and also in scalar form for any instant t. 

ANSWERS TO EXAMPLES 

1. (a) (1) 1 ( 1 ) = .544€^^®'^ V 
1(2) - 

1(8) - .7886^239.5%. 

(2) i(i) = .544 cos (lOOirt + 16.2°) amperes 
i( 2 ) = .540 cos (lOOTTt + 104.9°) amperes 
i(8) = .788 cos (lOOirt + 239.5°J amperes. 

(3) Vo - -13.80eji06.i8%^ 

(4) vo = ‘“13.80 cos (lOOTTt + 106.18°) volts. 

(h) ( 1 ) 1 ( 1 ) = . 5786 ^ 30 % 

1(2) = .638€j®3-7°v; lo = -.41eJ74.4% 

1(3) - .638€j236.3%^ 

(2) i(i) = .578 cos (lOOTit + 30°) amperes 
i( 2 ) = .638 cos (lOOvrt + 93.7°) amperes 
i( 3 ) = .638 cos (lOOirt -j- 236.3°) amperes 
1(0) = —‘41 cos (lOOn-t + 74°4) amperes. 

(3) Admittance of the three loads in parallel 

2/(c) = .02956“^^^'’ 

Vo - -13.80ejiOS*^^% 

2/(0 Vco) = -.416^76%. 

(c) (1) 1(1) = 2.05ejl3‘8°v 

I(,) =. 1.11,5152.7°, 

1(8) = 2.09e5225°v. 

(2) i(i) = 2.05 cos (1007rt^+ 13,8°) amperes i 

i( 2 ) = 1.11 cos (lOOTrt d- 152.7°) amperes ; 

i(3) = 2.09 cos (lOOTrt + 225°) amperes. 
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(3) 1(12) = V 

1 ( 23 ) = 1. 1046^^3.7% 

1 ( 3 , ) = 1 104£i200-3°v. 

(4) i(i 2 ) = COS (lOOTrt + 0°) amperes 

iC 23 ) = 1.104 cos (lOOirt + 63.7°) amperoH 

i( 3 i) = 1.104 cos (lOO^rt + 206.3°) amperes. 

(4) .003746-^2^12° 

.004186- j5S-S2° 

.003746-j2-52°. 

(c) .02856- ji-®" 

.02856- j27.2° 

.03156- 

2 . (a) 45.37 watts. 

{h) 42.14 watts - 

(c) 126.2 watts. 

3 . (a) 1(1) = 9.156-j23-45% 

1 ( 2 ) = 9 . 1561 ®®'®®% 

1(3) = 9.156i2°®'®®°v, 

(6) i(i) = 9.15 cos (lOOirt — 33.45°) amperes 
i(.>) = 9.15 cos (lOOirt -f 86.55°) amperes 
i( 3 ) - 9.15 cos (lOOirt + 206.55°) amperes. 

(c) W{j) — —195 watts 

W{ 2 ) = 2,700 watts 

''=tan-[-V3(||)j =-tau-i2.0. 

4. 1(0)3 = .542e j33.0G“y 

icu )3 = .542 cos (SOOn-t — 33.66°) amperes. 
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A 

Addition and subtraction of any 
number of vectors, 8 
vector, 6 

Admittance operator, general, 47 

Alternating-current bridge circuits, 
62 

imlance condition, 63 
inductance bridge, 63 
Max Wien bridge, 64 
networks, energy conditions (sine 
wave), 50 

Kirchhoff’s laws, 38, 39, 40 
transformer, 60 

Alternating currents in practice, 119 
of general wave shape, 119 
application of Kirchhoff’s laws 
to vectors representing, 125 
definition of, 119 
identity and equivalence of, 
135 

impedances, capacity, 128 
general, 128 
inductance, 127 
resistance, 127 
power equations, 120 
factor, 133 
R.M.S. value of, 132 
vectorial expression for magni- 
tudes of harmonics of, 121 
representation of, 120 
representation as scalar product, 
37 

Alternating potential difference, 
R.M.S. value of, 37 

Alternative form for operator 
(a -f jb), 11 
(cos e + j sin e)f 12 

Amplitude and phase of free oscilla- 
tions, ^1 


Angle, phase, 46 

Answers to examples, Chapter I, 22 
Chapter II, 28 
Chapter III, 35 
Chapter IV, 66 
Chapter V, 82 
Chapter VI, 117 . 

Chapter VII, 138 
Chapter VIII, 183 

Application of laws of indices to 
operators of form 13 

Attenuation factor, 77 

B 

Balance condition, alternating-cur- 
rent bridge circuits, 63 

Balanced three-phase loads, delta 
and star, equivalence of, 160 
delta-connected, 157 
non-reactive, mean power in, 
167 

periodic power term, 164 
three-line, star-connected, 154 
non-reactive, mean power, 166 
power factor of, 171 

Bibliography, 184 

Bridge circuits (see Alternating-cur- 
rent bridge circuits) . 

C 

Cables, telegraph, and telephone 
(see Telegraph and telephone 
cables) . 

Calculations, graphic, with vectors 
and operators, 19 

Capacitj)' and inductance, distrib- 
uted, 69 

and resistance in parallel, 53 
with inductance and resistance, 
55 


187 



188 


INDEX 


Capacity, current and potential rela- 
tion-ships, damped electric 
oscillations, 84 
general wave form, 128 
sine-wave form, 43 
effect of, on wave form, 128 
inductance, and resistance in 
series, 44 

Circle diagram of induction motor, 
49 

Circuits coupled, free oscillations in 
(see Free oscillations in coupled 
circuits) . 

inductively coupled {see Induc- 
tively coupled circuits) 
of negligible damping, 107 
Circular and hyperbolic functions of 
operators, 69 
standard forms of, 72 
Coefficient of coupling, 61 
Combinations of operators, 16 
Condenser, dielectric losses, 54 
insulation resistance, 54 
Conductance, 47 
Conjugate operators, 17 
Constant-ratio current transformer, 
62 

Continuous oscillations, 96 
energy conditions, 99 
production of, by negative resist- 
ance, 96 

by thermionic valve, 100 
Coupled circuits {see Inductively 
coupled circuits) . 
free oscillations in (see Free oscil- 
lations in coupled circuits). 
Coupling, coefficient of, 61 
Current and potential distribution, 
telegraph and telephone cables 
(see Telegraph and telephone 
cables). 

and potential relationships, 
damped electric oscilla- 
tions, capacity, 84 
inductance, 84 
resistance, 84 

general wave form, capacity, 
128 


Current and potential relationships, 
general wave fonn, general 
impedance, 128 
inductance, 127 
resistance, 127 
sine-wave form, capacity, 43 
inductance, 42 
resistance, 41 

loci with constant e.m.f. and vari- 
able impedance, 48 
transformer, constant-ratio, 62 
Currents, alternating (see Alternat- 
ing current). 

D 

Damped electric oscillations, 84 
current and potential relation- 
ships, capacity, 84 
inductance, 84 
resistance, 84 
energy conditions, 85 
forced, 93 
free, 88 

amplitude and phase of, 91 
logarithmic decrement of, 91 
period of, 91 

vectorial representation of, 84 
vectors representing, applications 
of Kirchhoff ’s laws to, 84 
Decrement, logarithmic, 91 
Definitions, alternating current of 
general wave form, 119 
differential coefficient of a vector, 
30 

operator j, 6 
1,7 

resonance, 49 

R M.S. value of an alternating 
current or potential differ- 
ence, 38 

scalar product of two vectors, 23 
square, 24 

symmetrical m-phase system of 
e.m.fs., 140 
unit vector, 4 

Delta-connected and star-con- 
nected loads, equivalence of, 
158 
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Delta-connected balanced load, 157 
supply system, 146 
three-pliase system, 145 
unbalanced load, 156 
load, general wave form, 179 

Detector, shunt, effect of, on wave 
meter, 55 

Diagram, circle, of induction motor, 

49 

Differential coefTicient of vector, 
definition of, 30 
general expression for, 30 

Differentiation of scalar products, 
32 

of vectors, 20 

Distributed capacity and induc- 
tance, 69 

Double-frequency term in sine-wave 
2 ) 0 wer, 50 

Dy natron, 97 

E 

Effective or R.M.S. value of an 
alternating current, 37 

Electric oscillations, damped (see 
Damped electric oscillations). 

Energy conditions, alternating-cur- 
rent networks (sine wave), 

50 

equations, general wave form, 129 

Equations involving scalar products 
of variable vectors, 33 

Equivalence and identity of alter- 
nating currents of general wave 
form, 135 

condition, three-phase loads, 
general wave form, 180 
of star- and delta-connected 
loads, 168 

Examples, Chapter I, 21 
Chapter II, 27 
Chapter III, 35 
Chapter IV, 65 
Chapter V, 81 
Chapter VI, 117 
Chapter Vllj 138 
Chapter VIII, 182 


i«y 

Exponential functions of operators, 
72 

series, 13 

F 

Forced damped oscillations, 93 

Fourier’s theorem, 121 
vectorial form, 121 

Free oscillations in coupled circuits, 
104 

analogy of sympathetic i)endu- 
lums, 111 

circuits of negligible damping, 
107 

conditions for oscillations of one 
frequency only, 114 
general solution, 107 
isochronous circuits of equal 
damping, 109 

of equal damping, amplitude 
and phase of oscillations, 111 
of negligible damping, 109 
in oscillatory circuit (see 
Oscillations, free). 

Functions, hyperbolic, 70, 71 
of operators, 16 

circular and hyperbolic, 69 
standard forms of, 72 
vector, of time, 29 

G 

General admittance operator, 47 
case of impedances in parallel, 52 
expression for differential coeffi- 
cient of a vector, 30 
impedance operator, 47 
theory of symmetrical po^'-phase 
systems of general wave form, 
172 

wave form, alternating currents 
of (see Alternating currents 
of general wave form). 

Graphic calculations with vectors 
and operators, 19 

Graphical representation of opera- 
tors, 19 

of symmetrical m-phase system 
of sine wave e.m.fs., 172 
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INDEX 


H 

Harmonics, currents containing odd 
only, 123 

in alternating current of general 
wave form, 121 

application of Kirclihoff’s laws 
to, 127 

vectorial expression for magni- 
tudes of, 121 

in interconnected symmetrical 
m-phase system, ring, 176 
star, 174 

in sum of e.m.fs. of symmetrical 
m-phase system, 174 
Hyperbolic functions, 70, 71 
of operators, standard forms, 72 

I 

Identity and equivalence of alternat- 
ing currents of general wave 
form, 135 
Impedance, 46 

general, with general wave form, 
128 

operator, 46 

general form, 47 
variable, current loci, 48 
vector, 46 

Impedances in parallel, general case, 
52 

Inductance and capacity, distrib- 
uted, 69 

and resistance in parallel with 
capacity and resistance, 45 
bridge, 63 

current and potential relation- 
ships, damped electric oscil- 
lations, 84 

general wave form, 127 
sine-wave form, 42 
effect of, on wave form, 127 
resistance, and capacity in series 
(sine wave e.m.f.), 44 
Induction motor, circle diagram^ 49 
Inductively coupled circuits, 59 
alternating-current transformer, 
60 


Inductively coupled circuits, alter- 
nating-current transformer, low 
resistance secondary, effect 
of, 61 

coefficient of coupling, 61 
constant-ratio current ti'ansformer 
62 

resonance condition, 59 
secondary resistance negligible, 59 
Insulation resistance of condenser, 
54 

Interconnection of symmetrical m- 
phase system, general wave 
form, ring, 176 
star, 174 

of three-phase e.m.fs., 142 
Introduction, 1 

Inverse of operator (a + jb), 17 
Isochronous circuits of equal damp- 
ing, 107 

of negligible damping, 109 
J 

j and scalar products, 26 
operator, definition of, 6 

K 

Kirchhoff’s laws, application of, to 
alternating currents of general 
wave form, 125 

to vectors representing damped 
electric oscillations, 84 
first, 38 

vectorial expression of (sine- 
wave currents), 38 
second, 40 

vectorial expression .of (sine- 
wave potential differences), 41 

L 

Laws, Ejrchhoff’s (see Kirchhoff’s 
laws). 

of indices, application of, to opera- 
tors of form 13 
Light, velocity of, 81 
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Line currents, 145 

delta interconnection, 146 
star interconnection, 146 
operators, determination of loads 
in terms of, 160 
three-phase, 146 

Load potential differences, mean 
power in terms of, 167 

Loads, three-phase {see Star-con- 
nected, Delta-connected, Bal- 
anced, Unbalanced, etc.), 
determination of, in terms of line 
operators, 160 

general wave form, delta, 179 
four-line, star, unbalanced, 187 
three-line star, unbalanced, 176 

Loci, current, with constant e.m.f. 
and variable impedance, 48 

Logarithmic and exponential func- 
tions of operators, 72 
decrement of free oscillations, 91 

M 

Max Wien bridge, 64 

Mean power in three-phase systems, 
165 

delta-connected, balanced, non- 
reactive load, 167 
unbalanced non-reactive load, 
167 

four-line, star-connected, unbal- 
anced, non-reactive load, 166 
in terms of load potential differ- 
ences, 167 

three-line, star-connected, bal- 
anced, non-reactive load, 166 
unbalanced, non-reactive load, 
165 

reactive load, 166 

Measurement of three-phase power 
{see Three-phase power, meas- 
urement of). 

Motor, induction, circle diagram of, 
49 

M-phase, i^mmetrical system, sine 
wave e.im.fs.,, graphical repre- 
sentation of, 172 


Multiplication, scalar, of vectoz’s, 24 
law of distribution, 25 

N 

Negative resistance, 96 
sign, significance of, as applied to 
vectors, 7 

0 

Operator (a -|- jb), 10 

alternative form for, 11 
inverse of, 17 
admittance, general, 47 
conjugate, 17 

constant, vectors related by, 33 
(cos 0 + i sin 6), 11 
impedance, 46 
general, 47 
j, definition of, 6 
-1, definition of, 7 
r (cos 0 -f j sin 0), sign and magni- 
tude of e, 14 

Opeiators and scalar products, 25 
circular and hyperbolic functions 
of, 69 

standard form, 72 
combinations of, 16 
functions of, 16 
graphical calculations with, 19 
line, three-phase, 146 
logarithmic and exponential func- 
tions of, 72 

of form application of laws of 
indices to, 13 

some important properties of, 15 
special cases of, 17 
three-phase, 143 

Oscillations, continuous, energy con- 
ditions, 99 
production of, 96 

by negative resistance, 96 
by thermionic valve, 100 
electric, damped {see Damped 
electric oscillations), 
free, in coupled circuits (see Free 
oscillations in coupled 
circuits.) 
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Oscillations, free, in an oscillatory 
circuit, 88 

amplitude and phase of, 91 
logarithmic decrement of, 91 
period of, 91 

P 

Parallel impedances, general case of, 
52 

Pendulums, sympathetic, 115 
Period of free oscillations, 91 
Periodic term in three-phase power, 
162 

general case of balanced load, 164 
unbalanced, four-line, star-con- 
nected, non-reactive load, 164 
three-line, star-connected, non- 
reactive load, 163 

Phase and amplitude of free oscilla- 
tions, 91 
angle, 46 

difference, general wave form, 135, 
137 

Polyphase systems of general wave 
form, 172 
symmetrical, 140 

Potential difference, alternating {see 
Alternating potential differ- 
ence) . 

Power factor of a balanced, three- 
line, star-connected load, 171 
general wave form, 133 
general wave form, 129 
in three-phase systems, 161 
general wave form, 181 
mean, in three-phase systems, 166 
delta-connected, balanced, non- 
reactive load, 167 
unbalanced, non-reactive 
load, 167 

four-line, star connected, unbal- 
anced, non-reactive load, 166 
in terms of load potential differ- 
ences, 167 

three-line, star-connected, bal- 
anced, non-reactive load, 
166 

unbalanced, non-reactive 
load, 165 


Power, three-line, star-connected, 
unbalanced, reactive load, 166 
three-phase, measurement of, 168 
Blondel’s theorem, 169 
periodic term in, 162 

general case of balanced load, 
164 

unbalanced four-line, star- 
connected, non-r e a c t i v c 
load, 164 

unbalanced three-line, star- 
connected, non-r c a c t i v e 
load, 163 

three wattmeter method, 168 
two wattmeter method, 170 
Problems involving distributed ca- 
pacity and inductance, 69 
Product of two scalar products, 34 
scalar (see Scalar product). 
Production of continuous oscilla- 
tions, 96 

by negative resistance, 96 
by thermionic valve, 100 

Q 

Quenched spark system, 116 

R 

Representation, vectorial, of 
damped electric oscillations, 84 
Resistance and capacity in parallel, 
53 

and inductance in parallel with 
resistance and capacity, 55 
current and potential relation- 
ships, damped electric oscilla- 
tions, 84 

general wave form, 127 
sine-wave form, 41 
inductance and capacity in series, 
44 

insulation, of condenser, 54 
negative, 96 

power consumed in (sine-wave 
form), 51 

Resonance, definition of, 49 
harmonic, 129 

inductively coupled circuits, 59 
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R.M.S. value of alternating current, 
37 

of general wave form, 132 
Rotating vector, constant magni- 
tude, 29^ 32 

exponentially decreasing magni- 
tude, 29, 32 

Rotation of a vector in agiven plane, 5 
S 

Scalar multiplication of vectors, 24 
product of two vectors, 23 
representation of alternating 
current as, 37 
products and j, 26 
and vector operators, 25 
differentiation of, 32 
product of, 34 

some important special cases, 24 
square, definition of, 24 
Scries, exponential, 13 
Sign and magnitude of e in r (cos e -f 
j sin 0)j 14 

Spark, quenched, in wireless teleg- 
raphy, 116 

Special cases of operators, 17 
Standard forms of circular and 
hyperbolic functions of opera- 
tors, 72 

Star- and delta-connected loads, 
equivalence of, 158, 160 
four-line load, general wave form, 
178 

unbalanced load, 156 
» non-rcactive load, mean 
power, 166 

three-line, balanced load, 154 
power factor, 171 
balanced, non-reactive load, 
moan power, 166 
unbalanced load, 148 
potential of neutral point, 149, 
153 

unbalanced, mean power, 166 
non-reactive load, 152 
periodic power term, 163 
unbalanced, reactive load, 152 
mean power, 166 


Stationary waves on wires, 78 
short-circuited line, 79 

Subtraction and addition of any 
number of vectors, 8 
of vectors, 7 

Sum of e.in.fs. of symmetrical m- 
pliase system, general wave 
form, 173 

of three-phase system, 141 

Susceptanee, 47 

Symmetrical m-phase system, inter- 
connection of, 174 
in ring, 176 
in star, 174 

of e.m.fs,, definition of, 140 
sine wave c.m.fa., graphical 
representation of, 172 
sura of e.m.fs. of, 173 
harmonics in, 174 
polyphase systems of general wave 
form, 172 

Sympathetic pendulums, 116 
T 

Telephone and telegraph cables, 
73 

attenuation factor, 77 
current and potential distribution, 
general solution, 74 
physical interpretation of, 77 
short-circuited line, 75 
very long line, 78 
vector characteristic impedance, 
78 

wave-length constant, 77 

Theorem, Fourier’s (sec Fourier’s 
theorem) . 

Thermionic valve, 100 

Three-phase loads (see Star-con- 
nected, Delta-connected) . 
general wave form, equivalence 
conditions, 180 
operators, 143 

power, measurement of, 168 
Blondol’s theorem, 164 
three wattmeter method, 168 
two wattmeter method, 170 
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Three-phase systems of e.m.fs. of 
general wave form, power in, 
181 

of sine-wave e.m.fs., 141 
delta-connected, 145, 146 
graphical representation of, 141 
interconnection of, 142 
mean power in, 165 
power in, 161 
star-connected, 144, 146 
sum of e.m.fs. of, 141 
Transformer, alternating-current, 60 
constant ratio, 62 
low resistance secondary, effect of, 
61 

U 

Unbalanced three-phase loads, delta- 
connected, 156 

non-reactive, mean power in, 
167 

four-Une, star-connected, 155 
non-reactive, 166 
periodic power term, 164 
star- and delta-connected, equiva- 
lence of, 159 

thiee-line, star-connected, 148 
non-reactive, mean power, 165 
non-reactive, periodic power 
term, 163 

potential of neutral point, 149 
reactive, mean power in, 166 
Unit vector, definition of, 4 
derivation of, vector from, 5 

V 

Valve, thermionic, 100 
dynatron, 97 

Variable vectors, equations involv- 
ing scalar products of, 33 
Vector addition, 6 
(av + jb>/), 9 

analysis, application of, to alter- 
nating-current bridge circuits, 
62 

application to alternating currents, 
37 


Vector derivation of, from unit 
vector, 5 

diiferential coefficient of, definition 
of, 30 

functions of time, 29 
general expression for differential 
coefficient of, 30 
impedance, 46 
operators {see Operators), 
rotating, constant magnitude, 
29, 32 

exponentially decreasing magni- 
tude, 29, 32 

rotation of, in a given plane, 5 
unit, definition of, 4 
Vectorial expression for magnitudes 
of harmonics of alternating 
currents of general wave form, 
121 

of Kirchhoff’s first law, sine- 
wave currents, 38 
of Kirchhoffs' second law, sine- 
wave potential differences, 41 
form, current and potential 
relationships, damped electric 
oscillations, 84, 85 
general wave form, 127, 128 
of Fourier’s theorem, 121 
sine-wave form, 41, 42, 43' 
representation of alternating cur- 
rents of general waveform, 120 
of a damped electric oscillation, 
84 

V ec tors, addition andsubtraction o f , 8 
differentiation of, 29 
graphical calculations with, 19 
related by constant operator, 33 
representing alternating currents 
of general wave form, appli- 
cation of Kirchhoff ’s laws to, 
125 

scalar product of,. 23 
significance of negative sign as 
applied to, 7 
subtraction of, 7 

variable, equations involving 
scalar products of, 33 
Velocity of light, 81 
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W 

five form, effect of, capacity, 128 
inductance, 129 
resistance, 127 


Wave-length constant, telegraph and 
telephone cables, 77 
Waveraeter, effect of shunt detector 
on, 55 

Waves, stationary, on wires, 78, 79 



